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Introduction 

The Arkansas General Assembly authorized the Arkansas Energy Office to promulgate these 
regulations in Section 3(B)(2)(c) of Act 7 of 1981. These rules and regulations, in adherence with 
the Administrative Procedures Act, are effective October 1, 2004. 

Arkansas adopts the International Energy Conservation Code (lECC), 2003 Edition, pubhshed 
and copyrighted by the International Codes Council and the Southern Building Code Congress 
International, Inc. When the lECC 2003 Edition is used in conjunction with the Arkansas 
Supplements and Amendments to the 2003 International Energy Conservation Code, this shall 
constitute the official 2004 Arkansas Energy Code for New Building Construction. 

To order copies of the International Energy Conservation Code, 2003 Edition with Arkansas 
Supplements and Amendments contact: 

Intemational Code Council 

900 MontclairRoad 

Birmingham, Alabama 35213-1206 

Phone: 1-800-786-4452, Fax: 205-591-0775 

Telecommunications Device for the Deaf: 205-599-9742 

Copyright © 1996-1998 Southern Building Code Congress International, Inc. All rights reserved. 

Forcommendal structuiies, the2003 International Energy Conservation Code adopts by reference 
the American Society of Heating, Refrigerating, and Air Conditioning Engineers (ASHRAE) 
ANSI / ASHRAE /lESNA Standard 90.1-2001-Energy Standard for Buildings Except Low-Rise 
Residential Buildings. 

TheAmerican Society of Heating, Refrigerating, and Air- Conditioning Engineers 
ANSI/ASHRAE/IESNA Standard 90.1-2001 is available for viewing only, without charge, on the 
ASHRAE website: http://www.ashrae.org/template/AssetDetail/assetid/16730. 

To order copies of American Society of Heating, Refrigerating, and Air- Conditioning Engineers 
ANSI/ASHRAE/IESNA Standard 90.1-2001 contact: 

American Society of Heating, Refrigeration and Air-Conditioning Engineers, Inc. 

1791 Tullie Circle, N.E. 

Atlanta, GA 30329 

Phone: 404-63&8400, Fax: 404-321-5478 

Web: www.ashrBe.org 

Questions, inquiries or request for copies of the2004 Arkansas Energy Code for New Building 
Construction, which includes the Arkansas Supplements and Amendments to the 2003 
International Energy Conservation Code, may be addressed to: 

Arkansas Energy Office 

Attn: 2004 Arkansas Energy Code for New Building Construction 

One State Capitol Mall 

Little Rock, A R 72201 

Phone: 800-558-2633 or 501-682-6103 

Fax: 501-682-2703 

Email: energy@l-800-ARKANSAS.com 

Download code information and compliance tools at www. 1 800arkansas.com/enerav/eneravcode 



2004 A.rkansas Energ)i Code for New Building Construction 

Arkansas Supplements and Amendments to the 2003 
International Energy Conservation Code 

Arkansas Energy Office 

Arkansas Department of Economic Development 

One Capitol MaU 

Little Rock, AR 72201 

(501) 682-1370 

http: / /www.l 800arkansas.com/energy/energycode 
Effective October 1, 2004 



FORWARD 

The Arkansas General Assembly authorized the Arkansas Energy Office to promulgate these regulations in 
Section 3(B)(2)(c) of Act 7 of 1981. These rules and regulations, in adherence with the Administrative 
Procedures Act are effective October 1, 2004. 

Arkansas adopts the International Energy Conservation Code (lECC), 2003 Edition, pubhshed and copyrighted 
by the International Codes Council and the Southern Building Code Congress International, Inc. When the 
lECC 2003 Edition is used in conjunction with the Arkansas Supplements and Amendments to the 2003 
International Energy Conservation Code, this shall constitute the official 2004 Arkansas Energy Code for New 
Building Construction. 

To order copies of the International Energy Conservation Code, 2003 Edition with Arkansas Supplements and 
Amendments contact: 

International Code Council 

900 Montdair Road 

Birmingham, Alabama 35213^ 1206 

Phone: 1-800-786^4452, Fax: 205^591-0775 

Tdecornrnunications Device for the Deaf: 205-599-9742 

Copyright © 1996- 1998 Southern Building Code Congress International, Inc. All rights reserved 



For commercial structures, the 2003 International Energy Conservation Code adopts by reference the 
American Society of Heating, Refrigerating, and Air Conditioning Engineers (ASHRAE) ANSI/ASHRAE 
/lESNA Standard 90.1-2001— Energy Standard for Buildings Except Low-Rise Residential Buildings. 

The American Society of Heating, Refrigerating, and Air-Conditioning Engineers ANSI/ASHRAE /IE SNA 
Standard 90.1-2001 is available for viewing only, without charge, on the ASHRAE website: 
http://www.ashrae.org/template/AssetDetail/assetid/16730. 

To order copies of American Society of Heating, Refrigerating, and Air-Conditioning Engineers 
ANSI/ASHRAE/IESNA Standard 90.1-2001 contact: 

American Society of Heating Refrigeration and Air-Conditiordng Engineers, Inc. 

1791TullieCiide,N.E. 

Atlanta, GA 30329 

Phone: 404r63&8400, Fax: 4D4r321-5478 

Web: www.ashrae.oig 



Questions, inquiries or request for copies of the 2004 Arkansas Energy Code for New Building Construction, 
which includes the Arkansas Supplements and Amendments to the 2003 International Energy Conservation 
Code, may be addressed to: 

Arkansas Energy Office 

Attn: 2004 Arkansas Energy Code for New Building Construction 

One State Capitol Mall 

Little Rock, AR 72201 

Phone: 800-558-2633 or 501-682-6103 

Fax: 501-682-2703 

Email: eneigy@l-800-ARKANSAS.com 

Download code infoimatLon and conpliance tools at www.1800arkansas.com/enerav/eneravcode 



2004 Arkansas Energy Code for New Building Construction 

Arkansas Supplements and Amendments to the 2003 International Energy Conservation Code 



OVERVIEW 

This document supplements and amends the International Energy Conservation Code (lECC), 
2003 Edition, In cases where there are differences between these "Supplements and 
Amendments" and the lECC 2003 Edition, or with ANSI/ASHRAE/IESNA Standard 90.1-2001, 
these "Supplements and Amendments" shall take precedence. 

Each Chapter of this document associates directly with the corresponding chapters of the lECC 2003. 

• Chapter 1: Administration. Deleted. Replaced with the 2QQi Arkansas Energy Code for New 
Building Construction, Chapter 1— Administration and Enforcement. 

• Chapter 2: Definitions. 

• Chapter 3: Design Conditions. Establishes the design criteria for the entire state of Arkansas 
and defines Arkansas' four climate zones. The climate zones establish the design conditions for 
use with chapters 4, 5, 6 and 8. 

This chapter has been modified to include a map of Arkansas with a list of counties and their 
associated climate zones, and a table identifying tiie Heating Degree Day (HDD) ranges 
associated with each zone. 

• Chapter 4: Pertains to residential building design by systems analysis, as well as the use of 
renewable resources such as wind, solar, geothermal, etc. 

Section 402.2.3.1.3 has been deleted which required windows to have a 0.40 Solar Heat Gain 
Coefficient (SHGC) in homes located in areas experiencing less than 3,500 HDD. 

• Chapter 5: Residential compliance by designed component^ performaiiDe- this analyzes the 
total building for compliance one component at a time. Assuming each individual component of 
the building meets the thermal requirements of the code then the entire building is deemed to 
comply. This chapter offers the use of ''trade-offs'' to achieve compliance by allowing the builder 
to substitute or ''trade-off ' values between building components. A properly executed use of an 
Arkansas Energy Office approved compliance tool may be used to validate any trade-off. 

Section 502.1.5 has been deleted which required the 0.40 SHGC. The i?-values in the 
Minimum Duct Insulation Table 503.3.3.3 have been changed. Also footnote "b" under that 
same table has been deleted which stated that insulation on return ducts located in a basement is 
not required. AU references to the International Mechanical Code have been changed to the 
Arkansas Mechanical Code. 

• Chapter 6: Offers residential prescriptive compliance via the single step compliance method 
by selecting an option directly from the charts in the applicable climate zone. The values from 
the option show the minimum requirements for each component of a residential structure for the 
specific climate zone. An approved Arkansas Energy Office prescripive compliance tool may be 
used to validate code compliance. 

Section 602.2 has been deleted which required the 0.40 SHGC. 

• Chapter 7: Pertains to building design for commercial buildings, except those that comply 
with Chapter 8. ANSI/ASHRAE/IESNA Standard 90.1-2001 is adopted by reference. An 
approved Arkansas Energy Office compliance tool may be used to validate compliance. 

• Chapter 8: Pertains to design by acceptable practice for commercial buildings. All references to the 
International Mechanical Code have been changed to the Arkansas Mechanical Code. An approved Arkansas 
Energy Office compliance tool may be used to validate compliance. 



^ The word "oonponent" for the purposes of this code is defined as bdng a particular segment of a building such as a wall, 
cdling, or floor. Hence, the terms wa// component or ceiling component. 
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SUMMARY 

Chapters 4, 5 and 6 offer different methods to achieve code compliance for low-rise residential 
construction, and Chapters 7 and 8 offer different methods to achieve code compliance for 
commercial and high-rise residential construction. 

These amendments have four significant changes: 

1) Chapter 1 - Administration, of the lECC 2003 was deleted and replaced with the 2004 
Arkansas Energy Code for New/ Building Construction, Chapter 1, Administration and 
Enforcement. 

2) The requirement of a 0.4 Solar Heat G ain C oefficient in C hapters 4, 5 and 6 was deleted. 

3) The residential duct insulation requirement was changed. 

^) ANSI/ASHRAE/IESNA 90.1-2001 is referenced for commercial buildings and high-rise 
residential buildings in Chapters 7 and 8. 



ARKANSAS AMENDMENTS 

"^Revise the 2004 Arkansas Energy Code for New Building Construction (tlie 2003 Edition of the 
International Energy Conservation Code), as follows: 

CHAPTER 1 
ADMINISTRATION 

Delete entire CHAPTER 1 ADMINISTRATION. Replace with the 2m4: Arkansas Energy Code 
for New Building Construction, CHAPTER I ADMINISTRATION AND ENFORCEMENT ^s 
follows. 



CHAPTER 1 
ADMINISTRATION AND ENFORCEMENT 

SECTION 101 
GENERAL 

101.1 Title. These regulations shall be known as the 2004 Arkansas Energy Code for New Building 
Construction, and shall be cited as such. It is referred to herein as ''this code.'' 

101.2 Scope. This code establishes minimum prescriptive and performance- related regulations fertile 
design of energy- efficient buildings and structures or portions thereof that provide facilities or shelter 
for public assembly, educational, business, mercantile, institutional, storage and residential 
occupancies, as well as those portions of factory and industrial occupancies designed primarily for 
human occupancy. This code thereby addresses the design of energy- efficient building envelopes and 
the selection and installation of energy- efficient mechanical, service water- heating, electrical 
distribution and illumination systems and equipment for the effective use of energy in these buildings 
and structures. NOTE: All referenced Chapters, Sections and Tables in this Chapter correspond 
directiy to the International Energy Conservation Code, 2003 Edition. 
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101.2.1 Exempt buildings. Buildings and structures indicated in Sections 101.2.1.1 through 
101.2.1.5 shall be exempt from the building envelope provisions of this code, but shall comply 
with the provisions for building, mechanical, service water heating and lighting systems. 

101.2.1.1 Separated buildings. Buildings and structures, or portions thereof separated by 
building envelope assemblies from the remainder of the building, that have a peak design rate of 
energy usage less than 3.4 Btu/h per square foot (10.7 W/m^ ) or 1.0 watt per squane foot (10.7 
W/m ) of floor area for space conditioning purposes. 

101.2.1.2 Unconditioned buildings. Buildings and structures or portions thereof, which are 
neither heated nor cooled. 

101.2.1.3: Buildings and structures or portions thereof that are exclusively heated or cooled by 
renewable fuels. 

101.2.1.4: Mobile homes 

101.2.1.5: Temporary use structures such as hunting and fishing camps, boat houses, remote 
cabins, etc. that do not meet the definition of "dwelling units" in Section 202; General 
Definitions. 

101.2.2 Applicability. The provisions of this code shall apply to all matters affecting or relating to 
structures and premises, as set forth in Section 101. Where, in a specific case, different sections of 
this code specify different materials, methods of construction or other requirements, the most 
restrictive shall govern. 

101.2.2.1 Existing installations. Except as otherwise provided for in this chapter, a provision 
in this code shall not require the removal, alteration or abandonment of, nor prevent the 
continued utilization and maintenance of, an existing building envelope, mechanical, service 
water- heating, electrical distribution or illumination system lawfully in existence at the time of 
the adoption of this code. 

101.2.2.2 Additions to Existing Buildings: Additions to existing buildings or structures may 
be made to such buildings or structures without making the entire building or structure 
comply. The new addition shall conform to the provisions of this Code as they relate to new 
construction only. 

101.2.2.3 Renovations: Any rehabilitation of an existing building that requires more than 25 
percent of the gross floor area or volume of the entire building to be rebuilt shall comply with 
this Code. Cosmetic work such as painting, wall covering, wall paneling, and floor covering 
shall not be included. 

101.2.2.4 Historic buildings. The provisions of this code relating to the construction, alteration, 
repair, enlargement, restoration, relocation or movement of buildings or structures shall not be 
mandatory for existing buildings or structures specifically identified and classified as historically 
significant by the state or local jurisdiction, listed in The National Register of Historic Places or 
which have been determined to be eligible for such listing. 
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101.2.3 Mixed occupancy. When a building houses more than one occupancy, each portion of the 
building shall conform to the requirements for the occupancy housed therein. Where minor 
accessory uses do not occupy more than 10 percent of tiie area of any floor of a building, the 
major use shall be considered the building occupancy. Buildings, other than detached one- and 
two- family dwellings and townhouses, with a height of four or more stories above grade shall be 
considered commercial buildings for purposes of this code, regardless of the number of floors that 
are classified as residential occupancy. 

101.3 Intent. The provisions of this code shall regulate the design of building envelopes for adequate 
thermal resistance and low air leakage and the design and selection of mechanical, electrical, service 
water- heating and illumination systems and equipment which will enable effective use of energy in 
new building construction. It is intended that tiiese provisions provide flexibility to permit the use of 
innovative approaches and techniques to achieve effective utilization of energy. This code is not 
intended to abridge safety, health or environmental requirements under other applicable codes or 
ordinances. 

101.4 Compliance. Compliance with this code shall be determined in accordance with Sections 
101.4.1 and 101.4.2. 



101.4.1 Residential buildings. For residential buildings the following shall be used as the basis 
for compliance assessment: a systems approach for the entire building (Chapter 4), an approach 
based on performance of individual components of the building envelope (Chapter 5), an approach 
based on performance of the total building envelope (Chapter 5), an approach based on acceptable 
practice for each envelope component (Chapter 5), an approach by prescriptive specification for 
individual components of the building envelope (Chapter 5), or an approach based on simplified, 
prescriptive specification (Chapter 6) where the conditions set forth in Section 101.4.1.1 or 
101.4.1.2 are satisfied. 

101.4.1.1 Detached one- and two-family dwellings. When the glazing area does not exceed 
15 percent of the gross area of exterior walls. 

101.4.1.2 Residential buildings, Group R-2, R-4 or townhouses. When the glazing area 
does not exceed 25 percent of the gross area of exterior walls. 

101.4.2 Commercial buildings. For commercial buildings, a prescriptive or performance- 
based approach (Chapter 7) or as specified by acceptable practice (Chapter 8) shall be used as 
the basis for compliance assessment. 



SECTION 102 
MATERIALS, SYSTEMS AND EQUIPMENT 

102.1 G eneral. Materials, equipment and systems shall be identified in a manner that will allow a 
determination of their compliance with the applicable provisions of this code. 
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102.2 Materials, equipment and systems installation. All insulation materials, caulking and 
weatherstripping, fenestration assemblies, mechanical equipment and systems components, and water- 
heating equipment and system components shall be installed in accordance with the manufacturer's 
installation instructions. 

102.3 Maintenance information. Required regular maintenance actions shall be clearly stated and 
incorporated on a readily accessible label. Such label shall include the title or publication number, the 
operation and maintenance manual for that particular model and type of product. Maintenance 
instructions shall be furnished for equipment that requires preventive maintenance for efficient 
operation. 

102.4 Insulation installation. Roof/ceiling, floor, wall cavity and duct distribution systems insulation 
shall be installed in a manner that permits inspection of the manufacturer' s K- value identification 
mark. 

102.4.1 Protection of exposed foundation insulation. Insulation applied to the exterior of 
foundation walls and around the perimeter of slab- on- grade floors shall have a rigid, opaque and 
weather- resistant protective covering to prevent the degradation of the insulation's thermal 
performance. The protective covering shall cover the exposed area of the exterior insulation and 
extend a minimum of 6 inches (153 mm) below grade. 

102.5 Identification. Materials, equipment and systems shall be identified in accordance with 
Sections 102.5.1, 102.5.2 and 102.5.3. 

102.5.1 Building envelope insulation. A thermal resistance (R) identification mark shall be 
applied by the manufacturer to each piece of building envelope insulation 12 inches (305 mm) or 
greater in width. Alternatively, the insulation installer shall provide a signed and dated 
certification for the insulation installed in each element of the building envelope, listing the type 
of insulation installations in roof/ceilings, the manufacturer and the i?-value. For blown- in or 
sprayed insulation, the installer shall also provide the initial installed thickness, the settled 
thickness, the coverage area and the number of bags installed. Where blown- in or sprayed 
insulation is installed in walls, floors and cathedral ceilings, the installer shall provide a 
certification of the installed density and K-value. The installer shall post the certification in a 
conspicuous place on the job site. 

102.5.1.1 Roof/ceiling insulation. The thickness of roof/ceiling insulation that is either blown 
in or sprayed shall be identified by thickness markers that are labeled in inches or millimeters 
installed at least one for every 300 square feet (28 m^ ) throughout the attic space. The markers 
shall be affixed to the trusses or j oists and marked with the minimum initial installed thickness 
and minimum settled thickness with numbers a minimum of 1 inch (25 mm) in height Each 
marker shall face the attic access. The thickness of installed insulation shall meet or exceed the 
minimum initial installed thickness shown by the marker. 

102.5.2 Fenestration product rating, certification and labeling, [/-factors of fenestration 
products (windows, doors and skylights) shall be determined in accordance with NFRC 100 by an 
accredited, independent laboratory, and labeled and certified by the manufacturer. The solar heat 
gain coefficient (SHGC) of glazed fenestration products (windows, glazed doors and skylights) 
shall be determined in accordance with NFRC 200 by an accredited, independent laboratory, and 
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labeled and certified by the nianirfactuio:. Where a shading coefficient for a fenestration product 
is used, it shall be detonined by converting the product s SHGQ as deterained in accordance 
with NFRC 200, to a shading coefficient by dividing the SHGC by 0.87. Such certified and 
labeled [/-factors and SHGCs shall be accepted for purposes of determining compliance with the 
building envelope requirements of this code. 

When a manufacturer has not determined product [/-factor in accordance with NFRC 100 for a 
particular product line, compliance with the building envelope requirements of this code shall be 
determined by assigning such products a default [/-factor in accordance with Tables 102.5.2(1) 
and 102.5.2(2). When a SHGC or shading coefficient is used for code compliance and a 
manufacturer has not determined product SHGC in accordance with NFRC 200 for a particular 
product line, compliance with the building envelope requirements of this code shall be determined 
by assigning such products a default SHGC in accordance with Table 102.5.2(3). Product features 
must be verifiable for the product to qualify for the default value associated with those features. 
Where the existence of a particular feature cannot be determined with reasonable certainty, the 
product shall not receive credit for that feature. Where a composite of materials from two different 
product types is used, the product shall be assigned the higher [/-factor. 

102.5.3 Duct distribution systems insulation. A thermal resistance (R) identification mark shall 
be applied by the manufacturer in maximum intervals of no greatBr than 10 feet (3048 mm) to 
insulated flexible duct products showing the thermal performance R- value for the duct insulation 
itself (excluding air films, vapor retarders or other duct components). 



2004 Arkansas Energy Code for New Building Construction 

Arkansas Supplements and Amendments to the 2003 International Energy Conservation Code 



TABLE 102.5.2(1) 
[/-FACTOR DEFAULT TABLE FOR WINDOWS, GLAZED DOORS AND SKYLIGHTS 



FRAME MATERIAL AND PRODUCT TYPE' 


SINGLE 
GLAZED 


DOUBLE 
GLAZED 


Metal without thermal break: 

Curtiii wall 

Fixed 

Garden window 

Operable (including sliding and swinging glass doors) 

Site-assembled sloped/overhead glazing 

Skylight 


1.22 
1.13 
2.60 
1.27 
1.36 
1.98 


0.79 
0.69 
1.81 
0.87 
0.82 
1.31 


Metal with thermal break: 

Curtain wall 

Fixed 

Operable (including sliding and swinging glass doors) 

Site-assembled sloped/overhead glazing 

Skylight 


1.11 
1.07 
1.08 
1.25 
1.89 


0.68 
0.63 
0.65 
0.70 
1.11 


Reinforced vinyl/metal clad wood: 

Fixed 

Operable (including sliding and swinging glass doors) 

Skylight 


0.98 
0.90 
1.75 


0.56 
0.57 
1.05 


W oodA^ inyl/f iberglass: 

Fixed 

Garden window 

Operable (including sliding and swinging glass doors) 

Skylight 


0.98 
2.31 
0.89 
1.47 


0.56 
1.61 
0.55 
0.84 



a. Glass block assemblies with mortar but without reinforcing or framing shall have a [/-factor of 0.60. 



TABLE 10B.S2(2) 
[/-FACTOR DEFAULT TABLE FOR NONGLAZED DOORS 



DOOR TYPE 


WITH 
FOAM 
CORE 


WITHOUT 
FOAM 
CORE 


Steel doors (1.75 inches thick) 


0.35 


0.60 




WITH 

STORM 

DOOR 


WITHOUT 

STORM 

DOOR 


Wood doors (1.75 inches thick) 
Hollow core flush 
Panel with 0.438- inch panels 
Panel with 1.125-inch panels 
Solid core flush 


0.32 
0.36 
0.28 
0.26 


0.46 
0.54 
0.39 
0.40 



For SI: 1 inch = 25.4 mm. 
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TABLE 102.5.2(3) 
SHGC DEFAULT TABLE FOR FENESTRATION 



PRODUCT 
DESCRIPTION 


SINGLE GLAZED 


DOUBLE GLAZED 


Clear 


Bronze 


Green 


Gray 


Clear 

+ 
Clear 


Bronze 

+ 
Clear 


Green 
+ 
Clear 


Gray 
+ 
Clear 


Metal frames 
Fixed 
Operable 


0.78 
0.75 


0.67 
0.64 


0.65 
0.62 


0.64 
0.61 


0.68 
0.66 


0.57 
0.55 


0.55 
0.53 


0.54 
0.52 


Nonmetal frames 
Fixed 
Operable 


0.75 
0.63 


0.64 
0.54 


0.62 
0.53 


0.61 
0.52 


0.66 
0.55 


0.54 
0.46 


0.53 
0.45 


0.52 
0.44 



SECTION 103 

ALTERNATE MATERIALS- METHOD OF CONSTRUCTION, 

DESIGN OR INSULATING SYSTEMS 

103.1 General. The provisions of this code are not intended to prevent the use of any material, method 
of construction, design or insulating system not specifically prescribed herein, provided that such 
construction, design or insulating system has been ^pDved by the code official as meeting the intent 
of the code. 

Conpliance with specific provisions of this code may be determined fhnough the use of deemed to 
corrply conprter software, woiksheets, conpliance manuals and other similar materials when they 
have been ^]proved by the Arkansas Energy Office. 



SECTION 104 
CONSTRUCTION DOCUMENTS 

104.1 General. Construction documents and other supporting data shall be submitted in one or more 
sets with each application for a permit The construction documents and designs submitted under the 
provisions of Chapter 4 shall be prepared by a registered design professional where required by the 
statutes of the jurisdiction in which the project is to be constructed. Where special conditions exist, the 
code official is authorized to require additional construction documents to be prepared by a registered 
design professional. 

Exceptions: 

1. The code official is authorized to waive the submission of construction documents and other 
supporting data not required to be prepared by a registered design professional if it is found that the 
nature of the work applied for is such that reviewing of construction documents is not necessary to 
obtain compliance with this code. 

2. For residential buildings having a conditioned floor area of 5,000 square feet (465 m^ ) or less, 
designs submitted under the provisions of Ch^Dter 4 shall be prepared by anyone having 
qualifications acceptable to the code official. 
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104.2 Information on construction documents. Construction documents shall be drawn tx) scale upon 
suitable material. Electronic media documents are permitted to be submitted when approved by the 
code official. Construction documents shall be of sufficient clarity to indicate the location, nature and 
extent of the work proposed and show in sufficient detail pertinent data and features of the building and 
the equipment and systems as herein governed, including, but not limited to, design criteria, exterior 
envelope component materials, [/-factors of the envelope systems, [/-factors of fenestration products, 
i?-values of insulating materials, size and type of apparatus and equipment, equipment and systems 
controls and other pertinent data to indicate compliance with the requirements of this code and relevant 
laws, ordinances, rules and regulations, as determined by the code official. 

104.3 Design Professional: Architects and engineers employed to prepare plans and specifications for 
new buildings shall ensure the plans and specifications comply with the provisions of this Code in a 
manner consistent with their obligations under Arkansas State law (see also the Arkansas Fire 
Prevention Code 2002 Edition, Volume I Fire, Volume II Building). 



SECTION 105 
CONTRACTOR / BUILDER COMPLIANCE 

105.1 General: Compliance with this Code shall be the obligation of the licensed builder or contractor. 

105.1.1 Compliance: Compliance signifies that the licensed builder or contractor has constructed 
or will construct or renovate the building in compliance with the requirements of this Code, and 
that by inspection within a two-year period from the date of completion, if the building fails to meet 
the Code's specifications, understands that he or she is responsible for bringing the building into 
compliance with this Code. 

105.1.2 Compliance Materials: Compliance materials, instructions and Arkansas Energy Office 
approved tools and third- party services, are made a part of this Code by reference. 

105.1.3 Compliance by Self-Builders: Compliance with this Code by builders who build, or 
contract to build, single- family buildings for their own occupancy is voluntary. 

105.2 Compliance Alternatives 

105.2.1 Alternative Compliance Tools: Arkansas Energy Office approved alternative compliance 
tools may be used to validate code compliance. 

105.2.2 Federally Financed Homes: Newly constructed single and multi- family buildings 
financed through HUD/FHA, VA, and USDA Rural Development programs shall meet the thermal 
performance requirements of this Code. 

SECTION 106 
INSPECTIONS 

106.1 G eneral. Construction or work that must comply with this code shall be subject to inspection by 
the Arkansas Energy Office or its agent, or by the code official if a county or municipality elects to 
adopt this Code. 
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106.2 Approvals required. No work shall be done on any part of the building or structure beyond the 
point indicated in each successive inspection without first obtaining the written approval of the code 
official. No construction shall be concealed without inspection approval from the code official. 

106.3 Final inspection. Code officials within a county or municipality who have adopted this Code 
shall perform a final inspection and approval for buildings when completed and ready for occupancy. 

106.4 Reinspection. The Arkansas Energy Office or its agent or code official may cause a structure to 
be reinspected. 



SECTION 107 
ENFORCEMENT 

107.1 General: Enforcement of this Code shall be the responsibility of the Arkansas Energy Office or 
local government (if adopted). 

107.2 Local Government: Any county or municipality may elect to adopt this Code for new 
construction, additions and renovation of existing structures. However, the local municipality shall not 
in any way modify the energy conservation standards in this Code or promulgate or adopt rules or 
regulations that are less stringent than this Code. 

A local government may exercise other administrative and enforcement procedures that it deems 
necessary to affect the purposes of this Code, including, but not limited to, prior plan approval, 
building permit requirements, and inspections during the course of construction. 

SECTION 108 
APPEALS 

108.1 Board of Appeals: Any appeal of the energy conservation standards contained in this Code shall 
be made to the Board of Appeals established by the Arkansas Energy Office, and a decision on an 
appeal will be made within 45 days of its filing. 

108.2 Local Government: In any county or municipality where this Code is adopted, the governing 
body shall establish a Board of Appeals to adjudicate complaints arising from the application of the 
Code. When a Board of Appeals is established, the governing body shall prescribe procedures for 
providing a fair and reasonable hearing of the appeal. 



SECTION 109 
VALIDITY 

109.1 G eneral. If a section, subsection, sentence, clause or phrase of this code is, for any reason, held 
to be unconstitutional, such decision shall not affect the validity of the remaining portions of this code. 
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SECTION 110 
RESPONSIBILITY 

110.1 These minimum standards shall not be construed as relieving the licensed builder or contractor of 
his or her responsibility for compliance with local ordinances, codes, and regulations. 



SECTION 111 
REFERENCED STANDARDS 

111.1 General. The standards, and portions thereof, which are referred to in this code and listed in 
Chapter 10, shall be considered part of the requirements of this code to the extent of such reference. 

111.2 Conflicting requirements. When a section of this code and a section of a referenced standard 
from Chapter 10 specify different materials, methods of construction or other requirements, the 
provisions of this code shall apply. 

SECTION 112 
EFFECTIVE DATE 

112.1 The effective date of this Code for residential buildings, as defined herein, is 10/1/2004. The 
effective date of this Code for commercial buildings, as defined herein, is 10/1/2004. 



CHAPTER 2 
DEFINITIONS 

* Revise Section 202 GENERAL DEFINITIONS to read as foUows: 

EFFICIENCY, HVAC SYSTEM. The ratio of useful energy output (at the point of use) to the energy input in consistent units for a designated time 
period, expressed in percent. 

RECOOLING . The removal of heat by sensible cooling of the supply air (directly or indirectly) which has been previously heated above the temperature 
to which the air is to be supplied to the conditioned space for proper control of the temperature of that space. 

RECOVERED ENERGY . Energy utilized which would otherwise be wasted (i.e., not contribute to a desired end use) from an energy utilization system. 

RESET. Adjustment of the set point of a control instrument to a higher or lower value automatically or manually to conserve energy. 

RESIDENTIAL BUILDING. Detached one- and two-family dwellings. 
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CHAPTER 3 
DESIGN CONDITIONS 

TABLE 302.1 
EXTERIOR DESIGN CONDITIONS 

* Revise footnotes b and c and add footnote Sunder table 302.1 as follows: 

b. The degree days heating (base 68 °F) and cooling (base 68°F) shall be selected from NOAA "Annual Degree Days to Selected Bases Derived from 

the 1961-1990 Normals/' the A SHRAE Handbook o/Fundamenta/s, data available from adjacent military installations, or other source of local 
weather data acceptable to the code official. 

c. The climate zone shall be selected from the map provided in Figure 302.1(1) on the following page. 

d. Load calculations may be determined by using ACCA Manual J for residential, and ACCA Manual N for commercial. 

* Add the following FIGURE 302.1(1) showing the four climate zones in Arkansas with a list of 
counties and their associated climate zones, and add Table 302.2 Arkansas HDD and zones: 
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Arkansas Climate Zones 




Zone 


County 


6B 


Arkansas (H) 


6B 


Ashley (H) 


9B 


Baxter 


9B 


Benton 


9B 


Boone 


6B 


Bradley (H) 


6B 


Calhoun (H) 


9B 


Carroll 


6B 


Chicot (H) 


6B 


Clark (H) 


8 


Clay 


8 


Cleburne 


6B 


Cleveland (H) 


6B 


Columbia (H) 


7B 


Conway (H) 


8 


Craighead 


8 


Crawford 


7B 


Crittenden (H) 


7B 


Cross (H) 


6B 


Dallas (H) 


6B 


Desha (H) 


6B 


Drew (H) 


7B 


Faulkner (H) 


8 


Franklin 


8 


Fulton 


7B 


Garland (H) 


6B 


Grant (H) 


8 


Greene 


7B 


Hempstead (H) 


7B 


Hot Spring (H) 


7B 


Howard (H) 


8 


Independence 


8 


Izard 


8 


Jackson 


6B 


Jefferson (H) 


8 


Johnson 


6B 


Lafayette (H) 



FIGURE 302.1(1) 




ARKANSAS 


Zone 


County 


8 


Lawrence 


7B 


Lee(H) 


6B 


Lincoln (H) 


6B 


Little River (H) 


7B 


Logan (H) 


7B 


Lonoke (H) 


9B 


Madison 


9B 


Marion 


6B 


Miller (H) 


8 


Mississippi 


7B 


Monroe (H) 


8 


Montgomery 


6B 


Nevada (H) 


9B 


Newton 


6B 


Ouachita (H) 


7B 


Perry (H) 


7B 


PhilHps (H) 


7B 


Pike (H) 


8 


Poinsett 


8 


Polk 


8 


Pope 


7B 


Prairie (H) 


7B 


Pulaski (H) 


8 


Randolph 


7B 


SaHne (H) 


7B 


Scott (H) 


9B 


Searcy 


8 


Sebastian 


7B 


Sevier (H) 


8 


Sharp 


7B 


St Francis (H) 


9B 


Stone 


6B 


Union (H) 


8 


Van Buren 


9B 


Washington 


7B 


White (H) 


7B 


Woodruff (H) 


7B 


Yell (H) 



Table 302.2 Arkansas HDD^ and zones 



Zone 


HDD 


6B 


2,500 - 2,999 


7B 


3,000 - 3,499 


8 


3,500 - 3,999 


9B 


4,000 - 4,499 



* HDD = Heating Degree Days 



Note: Counties identified with 
(H) shall be considered ''hot and 
humid climate areas'' for 
purposes of the application of 
Section 502.1.1. 
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CHAPTER 4 

RESIDENTIAL BUILDING DESIGNBY SYSTEMS ANALYSIS AND DESIGN OF 

BUILDINGS UTILIZING RENEWABLE ENERGY SOURCES 



* Delete Section 402.2.3.1.3 FENESTRATION SYSTEM SOLAR HEAT GAIN COEFFICIENT, 
STANDARD DESIGN without substitution. 



CHAPTER 5 
RESTOENTIAL BUILDING DESIGNBY COMPONENT PERFORMANCE APPROACH 

* Revise Exception 2 in Section 502.1.1 MOISTURE CONTROL as follows: 

2. Vapor retarders shall not be required where the county in which the building is being constmcted is considered a 
hot and humid climate area and identified as such in Figure 302.1(1). 



* Ddete Section 502.1.5 FENESTRATION SOLAR HEAT GAIN COEFHCIENI witiiout 
substitution 



* Revise Table 503.3.3.3 MINIMUM DUCT INSULATION as follows: 



TABLE 503.3.3.3 
MINIMUM DUCT INSULATION ^ 



ANNUAL HEATING 
DEGREE DAYS 


Insulat 


ion J{ -value" 


Duds in 

unoanditiaied attics 

or outside building 


Diirts inunocnditioned 
basemeids^ cranl spaces^ 

garages^ and other 
utwonditioned spaces ' 


Supply 


R^iim 


Supply 


Return 


< 1,500 


8 


4 


4 





1,500 to 3,500 


5.6 


5.6 


5.6 


5.6 


3,501 to 7,500 


5.6 


5.6 


5.6 


5.6 


> 7,500 


11 


6 


11 


2 



* Delete footiiote b in Table 503.3.3.3 without substitution. 



SECTION 503 
BUILDING MECHANICAL SYSTEMS AND EQUIPMENT 

* Replace the International Mechanical Code with the Arkansas Mechanical Code in Sections 
503.3.3.4 DUCT CONSTRUCTION, 503.3.3.4.1 HIGH-AND MEDIUM-PRESSURE DUCT 
SYSTEMS and 503.3.3.4.2 LOW-PRESSURE DUCT SYSTEMS. 
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CHAPTER 6 

SIMPLIFIED PRESCRIPTIVE REQUIREMENTS FOR DETACHED 

ONE- AND TWO-FAMILY DWELLINGS AND GROUP R-2, R-4 

OR TOWNHOUSE RESIDENTIAL BUILDINGS 

* Revise Section 601.2 COMPLIANCE to include deemed tx) comply tools that are approved by the 
Arkansas Energy Office. 

601.2 Compliance. Compliance shall be demonstrated in accordance with Section 601.2.1 or 601.2.2. Deemed to comply 
tools that are approved by the Arkansas Energy Office shall be permitted to demonstrate compliance. 



* Revise Section 601.3.2.1 DEFAULT FENESTRATION PERFORMANCE as 
follows: 

601.3.2.1 Default fenestration performance. W here a manufacturer has not determined a fenestration product's [/-factor 
in accordance with NFRC 100, compliance shall be determined by assigning such products a default [/-factor from Tables 
102.5.2(1) and 102.5.2(2). 



* Modify Exception in Section 602.1.6 SLAB-ON-GRADE FLOORS as follows: 

Exception: Slab perimeter insulation is not required for unheated slabs in areas of moderate to very heavy termite 
infestation probability as showfn in Figure 502.2(7). W here this exception is used, building envelope compliance shall be 
demonstrated by using Section 502.2.2 or Chapter 4 with the actual "Slab perimeter i?-value and depth" in Table 602.1, or 
by using Section 502.2.4. 



* Delete Section 602.2 MAXIMUM SOLAR HEAT GAIN COEFFICIENT FOR FENESTRATION 
PRODUCTS witiiout substitiition. 



CHAPTER 7 

BUILDING DESIGN FOR ALL COMMERCIAL BUILDINGS 

* Revise A SHRAE/IE SNA 90.1 to ANSI/A SHRAE/IE SNA 90.1-2001 in tiie following section: 

701.1 Scope. Commercial buildings shall meet the requirements of ANSI/A SHRAE/IESNA 90.1-2001. 
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CHAPTER 8 
DESIGN BY ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDINGS 

* Replace the International Mechanical Code with the Arkansas Mechanical Code in Sections 
803.2.5 VENTILATION, 803.2.6 COOLING WITH OUTDOOR AIR, 803.2.8.1 DUCT 
CONSTRUCTION, 803.2.8.1.1 HIGH- AND MEDIUM-PRESSURE DUCT SYSTEMS, 803.2.8.1.2 
LOW-PRESSURE DUCT SYSTEMS, 803.3.4 REQUIREMENTS FOR COMPLEX MECHANICAL 
SYSTEMS SERVING MULTIPLE ZONES, and 803.3.8.1 AIR SYSTEM BALANCING. 

* Replace A SHRAE/IE SNA 90.1 with ANSI/A SHRAE/IE SNA 90.1-2001 in Sections 
801.2 APPLICATIONS, SECTION 802 BUILDING ENVELOPE REQUIREMENTS, 802.1 
GENERAL, and 802.2 CRITERIA. 

CHAPTER 10 
REFERENCED STANDARDS 

* Revise Ch^3ter 10 REFERENCED STANDARDS to include the following: 



AFC 



Arkansas Fire Prevention Code 

State Fire Marshal's Office 
#1 State Police Plaza Dr 
Little Rock, A R 72209 
(501) 618-8624 
Fax (501) 618-8621 



Standard 

Reference 

Number 



Title 



Referenced 

in Code 

Section Number 



AFC 



104.3 



AMC 



Arkansas M echanical C ode 

Department of Health 

Division of Protective Health Codes 

4815 West Markham Street, Slot 24 

Little Rock, AR 72205-3867 

(501) 661-2642 

Fax (501) 661-2671 

http://www.healthvarkansas.com/phc/ 



Standard 

Reference 

Number 



Title 



Referenced 

in Code 

Section Number 



AMC 



503.3.3.4, 503.3.3.4.1, 503.3.3.4.2, 803.2.5, 

803.2.6, 803.2.8.1, 803.2.8.1.1, 803.2.8.1.2, 803.3.4, 803.3.8.1 
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Introduction - Residential Construction 



Effective October 1, 2004, Arkansas adopts the International Energy Conservation Code (lECC), 
2003 Edition, published and copyrighted by the International Codes Council and the Southern 
Building Code Congress International, Inc. When the lECC 2003 Edition is used in conjunction with 
the Arkansas Supplements and Annendnnents to the 2003 International Energy Conservation Code , this 
shall constitute the official 2004 Arkansas Energy Code for New Building Construction. 



Questions, inquiries or request for hard copies of the 2004 Arkansas Energy Code for New Building 
Construction, which includes the Arkansas Supplements and Amendments to the 2003 International Energy 
Conservation Code, may be addressed to: 

Arkansas Enengy Office 

Attn: 2004 Arkansas Energy Code for New Building Construction 

One State Capitol Mall 

Little Rock, AR 72201 

Phone: 800-558-2633 or 501-682-6103 

Fax: 501-682-2703 

Email: eneiXTV(a)l-800-ARKANSAS.com 

Download code information and compliance tools at: www. 1 800arkansas.com/enerciv/enercivcode 



To Older copies of the Internationa/ Energy Conservation Code, 2003 Edition with the 2004 Arkansas 
Supplements and Amendments to the International Energy Conservation Code, contact: 

International Code Council 

900 MontcMr Road 

Bimingham, Alabama 35213- 1206 

Phone: l-80a 78^4452, Fax: 205^591-0775 

Telecommunications Device for the Deaf: 205-599-9742 

Copyright © 1996- 1998 Southern Building Code Congiess International, Inc. All rights 

reserved 



20 



Residential Compliance Tools 

A simplified code compliance tool was developed to evaluate compliance with the 2004 Arkansas 
Energy Code for New Building Construction based on current Arkansas building practices, 
technologies and product availability. There are four distinct climate zones in Arkansas; a simplified 
compliance tool was developed for each of the four climate zones. The Arkansas climate zone map 
(next page) establishes groups of counties into climate zones labeled 6B, 7B, 8 or 9B. 

Each climate zone's compliance tool prescribes efficiency levels for walls and ceilings. When these 
prescribed insulation levels are used in conjunction with the maximum allowable window percentage 
(of the gross wall area) for a particular window frame type, then the home will comply witii the 
thermal requirements of the proposed 2004 Arkansas Energy Code for New Building Construction. 

To view any of the simplified compliance tools, click on the county in the climate zone map (next 
page) where the home is being built. 
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Arkansas Climate Zones 




ARKANSAS' CLIMATE ZONES -CLICK ZONE TO VIEW INFO 



Zone 


County 


6B 


Arkansas (H) 


6B 


Ashley (H) 


9B 


Baxter 


9B 


Benton 


9B 


Boone 


6B 


Bradley (H) 


6B 


Calhoun (H) 


9B 


Carroll 


6B 


Chicot (H) 


6B 


Clark (H) 


8 


Clay 


8 


Cleburne 


6B 


Cleveland (H) 


6B 


Columbia (H) 


7B 


Conway (H) 


8 


Craighead 


8 


Crawford 


7B 


Crittenden (H) 


7B 


Cross (H) 


6B 


Dallas (H) 


6B 


Desha (H) 


6B 


Drew(H) 


7B 


Faulkner (H) 


8 


Franklin 


8 


Fulton 


7B 


Garland (H) 


6B 


Grant (H) 


8 


Greene 


7B 


Hempstead (H) 


7B 


Hot Spring (H) 


7B 


Howard (H) 


8 


Independence 


8 


Izard 


8 


Jackson 


6B 


Jefferson (H) 


8 


Johnson 


6B 


Lafayette (H) 



Zone 


County 


8 


Lawrence 


7B 


Lee(H) 


6B 


Lincoln (H) 


6B 


Little River (H) 


7B 


Logan (H) 


7B 


Lonoke (H) 


9B 


Madison 


9B 


Marion 


6B 


Miller (H) 


8 


Mississippi 


7B 


Monroe (H) 


8 


Montgomery 


6B 


Nevada (H) 


9B 


Newton 


6B 


Ouachita (H) 


7B 


Perry (H) 


7B 


PhilHps (H) 


7B 


Pike (H) 


8 


Poinsett 


8 


Polk 


8 


Pope 


7B 


Prairie (H) 


7B 


Pulaski (H) 


8 


Randolph 


7B 


SaHne (H) 


7B 


Scott (H) 


9B 


Searcy 


8 


Sebastian 


7B 


Sevier (H) 


8 


Sharp 


7B 


St Francis (H) 


9B 


Stone 


6B 


Union (H) 


8 


Van Buren 


9B 


Washington 


7B 


White (H) 


7B 


Woodruff (H) 


7B 


Yell (H) 



Table 302.2 Arkansas HDD* and zones 



7onft 



_6B_ 



JR. 



_9B_ 



Hnn 



?,5nn - ?,qqq 



^QQQ - \4m 



3.500-3.999 



4,000 - 4,499 



* HDD = Heating Degree Da^ 



Note: Counties identified with 
(H) shall be considered "hot and 
humid climate areas" for 
purposes of the application of 
Section 502.1.1. 
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Additional Code 



Compliance with this code shall be the 
responsiblity of the licensed homebuilder. 

Enffbrcenientof this code shall be the 
responsibility of the local govemment (if 
adopted). 

Exempt buildings include the following: 
(1) Unconditioned buildings that are neither 
heated nor cooled, (2) nnobile honnes and 
temporary use structures such as hunting and 
fishing camps, and (3) boat houses and remote 
cabins that are not defined as "dwelling units." 

HVAC Equipmenb The Arkansas 
Mechanical Code requires a heating and cooling 
load analysis (Manual J or other approved 
calculation nnethod) to nnatch the appropriate 
capacity of the systenns to the load of the house 
in your dinnate. Request a Manual] load 
analysis fi^om your HVAC company to verify that 
the systenns have been properly sized. 

Duct Insulation: supply and retum-air 
metal ducts in crawlspaces, uninsulated 
basements, attics and filmed wall cavities must 
be vapor sealed and insulated to R-5.6. If 
ductwork is located on the exterior, it must be 
insulated to R-8. 

Duct Construction; ah joints, seams and 
connections must be securely fastened and 
sealed with welds, gaskets, nnastics (adhesives), 
mastic-plus-embedded fabric or UL-approved 
tapes. Standard duct tape is not permitted. 

PRINTED ON RECYCLED PAPER ^ 



Helpfiil Resources 

These connpliance options are not all-inclusive 
and may not reflect your construction practices, 
product choices or unique designs. As an 
alternative approach to code connpliance, the 
Arkansas Energy Unit oflens the ARKcheck™ 
program — an easy-to-use code compliance 
software tool that can evaluate any home with any 
connbination of R-values, window U-factors and 
specific component areas. For example, 
depending on window type, a two-story home 
might comply with the code with a slightly greater 
window percentage. The computer program 
provides the fiexibility for tradeoffs between all 
envelope components, window efficiencies and 
higher-than-minimum heating/cooling equipnnent 

Energy Perfbrnriance Tune-up 

This booklet provides Arkansas' builders with 
many helpfiji tips on building better-performing 
new homes. Inproving performance increases 
comfort, inproves longevity and reduces builder 
callbacks. Ask the ADED Energy Unit for a fi^ee 
copy of the Energy Peiformance Tune-up. 

Code Materials and Assistance 

All Energy Code nnaterials and compliance tools 
are fr-ee. Call 1-800-558-2633 or 501-682-1370 to 
request hard copies or view and download 
nnaterials at www.l800arkansas.conYenergy and 
click on "residential." 
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Code Compliance 

The 2004 Arkansas Energy Code for new 
honne construction helps to ensure that the 
state's housing stock continues to retain its 
value, quality and affordability. This simplified 
code brochure has been developed for builders 
to nnore easily understand, use and comply 
with the Arkansas Energy Code. 

A new home in ZONE 6 connplies with the 
standards for the 2004 Arkansas Energy Code for 
New Construction if the following conditions are met 

• Ceiling insulation is R-30. If R-38 is used, add 
1 percent to window area. 

• Exterior walls are R-13. With an additional 
R-3 exterior sheathing, add 1 percent to 
allowable window area. 

• The percentage of double-glazed window 
area to gross wall area does not exceed 
values in the Maximum Allowable Window 
Percentages table. 

• Floors over crawlspaces are R-19. If slab 
insulation is to be installed, then a minimum 
of R-4 is required. See the 'Slab Insulation" 
section in this brochure. 

• The heating and cooling system efficiencies 
are at least national minimums. 

Ceiling: R-BO. One percent of window area 
can be added to any of tiie above window 
percentages if tiie ceiling insulation is increased 
to R-38 or if a raised-heel tixiss or otiier 
constixiction technique is used tiiat allows tine 
full R-30 to extend over tiie top plate of tiie 
exterior walls. 

V\Aalls; Exterior walls are R-13. Witii an 
additional R-3 exterior sheathing, add 1 percent 
to window percentage. 



IN/iaximum Allowaiile 
V\/indow Percentages: 



Window frame type 


R-Oslab 


R-4 slab or 
R-19 floor 


Wood or vinyl with 

low-e and gas filled 

(U-0.41*) 


19% 


27% 


Vinyl or wood 
(U-0.56*) 


13% 


19% 


Thermal break 
aluminum 
(U-0.65*) 


11% 


15% 


Aluminum — non-thermal 
(U-0.87*) 


8% 


11% 



* These U-factors are recognized default values for each 
window type. The maximum allowable window 
percentage may increase if a more efficient window 
(lower U-factor) is used. 

Percentage V\/indow Area; Estimate 

percent window in the wall by dividing the total 
rough opening of the window area by the gross 
wall area. The window percentage is a ratio of 
the window area in the heated and cooled space 
to the gross wall area. This includes, but is not 
limited to, decorative windows, glass doors and 
basement windows but excludes opaque doors 
and skylights. 

Percent VXiindow Area B:KEmn^G. The tOtal 

rough opening window area is 180 square feet 
The building's perimeter is 150 feet and the walls 
are 10 feet high. Therefore, the gross wall area is 
150 X 10 =1,500 square feet For this example, 
the percent of window in the wall is: 
180 / 1,500 =0.12 or 12 percent 



Floor R-\Aalue; R-19. Requirements apply 
to floors over unconditioned spaces — such as 
unconditioned crawl spaces, basennents and 
garages. Floors over outside air — such as 
cantilevers, bay windows, etc. — nnust nneet 
the ceiling requirennents. 

Slab Insulation: R-4 or greater. Slab 
insulation is not required to meet minimum 
theimal code compliance. However, if slab 
insulation is installed, the code requires a total 
of twenty-four (24) inches of insulation. The 
first four (4) inches are critical and should be 
placed vertically around the perimeter of the 
slab. The remaining twenty (20) inches can run 
horizontally or vertically under the slab. Any 
exposed insulation shall be protected. 

For most slab foundation types, there is a slab 
insulation technique that meets these 
specifications. If perimeter slab insulation is 
under consideration, check with a pest control 
company for approved methods in your area. 

National r^ninriunris; The national 

minimum for heating is 78AFUE (Annual Fuel 
Utilization Efficiency); for cooling, it is 10 SEER 
(Seasonal Energy Efficiency Ratio). 

Air Leakage: All penetrations to the 
building envelope must be sealed, caulked, 
gasketed, weatherstripped or otherwise sealed. 
This includes, but is not limited to, areas 
around windows, doors, HVAC ductwori<, 
plumbing pipe, electrical penetrations, etc. 



For questions, call the Energy Code Hotline 

at l-aOO-558-2633 or 501-682-1370, or e-mail 

your question to energy(a)ia00arl<ansas.coni 



Additional Code 



Compliance with this code shall be the 
responsiblity of the licensed homebuilder. 

EnffbrceniBntof this code shall be the 
responsibility of the local govemment (if 
adopted). 

Exempt buildings include the following: 
(1) Unconditioned buildings that are neither 
heated nor cooled, (2) nnobile honnes and 
temporary use structures such as hunting and 
fishing camps, and (3) boat houses and remote 
cabins that are not defined as "dwelling units." 

HVAC Equipmenb The Arkansas 
Mechanical Code requires a heating and cooling 
load analysis (Manual J or other approved 
calculation nnethod) to nnatch the appropriate 
capacity of the systenns to the load of the house 
in your dinnate. Request a Manual] load 
analysis fi^om your HVAC company to verify that 
the systenns have been properly sized. 

Duct Insulation: supply and retum-air 
metal ducts in crawlspaces, uninsulated 
basements, attics and filmed wall cavities must 
be vapor sealed and insulated to R-5.6. If 
ductwork is located on the exterior, it must be 
insulated to R-8. 

Duct Construction; ah joints, seams and 
connections must be securely fastened and 
sealed with welds, gaskets, nnastics (adhesives), 
mastic-plus-embedded fabric or UL-approved 
tapes. Standard duct tape is not permitted. 
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Helpfiil Resources 

These connpliance options are not all-inclusive 
and may not reflect your construction practices, 
product choices or unique designs. As an 
alternative approach to code connpliance, the 
Arkansas Energy Unit oflens the ARKcheck™ 
program — an easy-to-use code compliance 
software tool that can evaluate any home with any 
connbination of R-values, window U-factors and 
specific component areas. For example, 
depending on window type, a two-story home 
might comply with the code with a slightly greater 
window percentage. The computer program 
provides the fiexibility for tradeoffs between all 
envelope components, window efficiencies and 
higher-than-minimum heating/cooling equipnnent 

Energy Perfbnnance Tune-up 

This booklet provides Arkansas' builders with 
many helpfiji tips on building better-performing 
new homes. Inproving performance increases 
comfort, inproves longevity and reduces builder 
callbacks. Ask the ADED Energy Unit for a fi^ee 
copy of the Energy Performance Tune-up. 

Code Materials and Assistance 

All Energy Code nnaterials and compliance tools 
are fr-ee. Call 1-800-558-2633 or 501-682-1370 to 
request hard copies or view and download 
nnaterials at www.l800arkansas.conYenergy and 
click on "residential." 
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Conway • Crittenden • Cross 

Faulkner • Garland 

Hempstead • Hot Spring 

Howard • Lee • Logan 

Lonoke • Monroe • Perry 

Phillips • Pike • Prairie 

Pulaski • Saline • Scott 

Sevier • St. Francis • White 

Woodruff -Yell 



Code Compliance 

The 2004 Arkansas Energy Code for new 
honne construction helps to ensure that the 
state's housing stock continues to retain its 
value, quality and affordability. This simplified 
code brochure has been developed for builders 
to nnore easily understand, use and comply 
with the Arkansas Energy Code. 

A new home in ZONE 7 connplies with the 
standards for the 2004 Arkansas Energy Code for 
New Construction if the following conditions are met 

• Ceiling insulation is R-30. If R-38 is used, add 
1 percent to window area. 

• Exterior walls are R-13. With an additional 
R-3 exterior sheathing, add 1 percent to 
allowable window area. 

• The percentage of double-glazed window 
area to gross wall area does not exceed 
values in the Maximum Allowable Window 
Percentages table. 

• Floors over crawlspaces are R-19. If slab 
insulation is to be installed, then a minimum 
of R-4 is required. See the 'Slab Insulation" 
section in this brochure. 

• The heating and cooling system efficiencies 
are at least national minimums. 

Ceiling: R-BO. One percent of window area 
can be added to any of tiie above window 
percentages if tiie ceiling insulation is increased 
to R-38 or if a raised-heel tixiss or otiier 
constixiction technique is used tiiat allows tine 
full R-30 to extend over tiie top plate of tiie 
exterior walls. 

V\Aalls; Exterior walls are R-13. Witii an 
additional R-3 exterior sheathing, add 1 percent 
to window percentage. 



IN/iaximum Allowaiile 
V\/indow Percentages 



V\/indow frame type 


R-Oslab 


R-4 slab or 
R-19 floor 


Wood or vinyl with 

low-e and gas filled 

(U-0.41*) 


17% 


25% 


Vinyl or wood 
(U-0.56*) 


12% 


17% 


Thermal break 
aluminum 
(U-0.65*) 


10% 


14% 


Aluminum — non-thermal 
(U-0.87*) 


7% 


10% 



* These U-factors are recognized default values for each 
window type. The maximum allowable window 
percentage may increase if a more efficient window 
(lower U-factor) is used. 

Percentage V\/indow Area; Estimate 

percent window in tiie wall by dividing tiie total 
rough opening of tiie window area by tiie gross 
wall area. The window percentage is a ratio of 
tiie window area in tiie heated and cooled space 
to the gross wall area. This includes, but is not 
limited to, decorative windows, glass doors and 
basement windows but excludes opaque doors 
and skylights. 

Percent VNiindow Area B:Ksnr^piG. The tOtal 

rough opening window area is 180 square feet 
The building's perimeter is 150 feet and tiie walls 
are 10 feet high. Therefore, tiie gross wall area is 
150 X 10 =1,500 square feet For tiiis example, 
tiie percent of window in tiie wall is: 
180 / 1,500 =0.12 or 12 percent 



Floor R-NAaiue; R-19. Requirements apply 
to floors over unconditioned spaces — such as 
unconditioned crawl spaces, basennents and 
garages. Floors over outside air — such as 
cantilevers, bay windows, etc. — nnust nneet 
the ceiling requirennents. 

Slab Insulation: R-4 or greater. Slab 
insulation is not required to meet minimum 
themial code compliance. However, if slab 
insulation is installed, the code requires a total 
of twenty-four (24) inches of insulation. The 
first four (4) inches are critical and should be 
placed vertically around tiie perimeter of tiie 
slab. The remaining twenty (20) inches can run 
horizontally or vertically under ttie slab. Any 
exposed insulation shall be protected. 

For most slab foundation types, tiiere is a slab 
insulation technique tiiat meets tiiese 
specifications. If perimeter slab insulation is 
under consideration, check witii a pest control 
company for approved metiiods in your area. 

National r^ninriunrs; The national 

minimum for heating is 78AFUE (Annual Fuel 
Utilization Efficiency); tor cooling, it is 10 SEER 
(Seasonal Energy Efficiency Ratio). 

Air Leakage: All penetrations to tiie 
building envelope must be sealed, caulked, 
gasketed, weatiierstripped or otiierwise sealed. 
This includes, but is not limited to, areas 
around windows, doors, HVAC ductwori<, 
plumbing pipe, electrical penetrations, etc. 



For questions, call the Energy Code Hotline 

at l-aOO-558-2633 or 501-682-1370, or e-mail 

your question to energy(a)ia00arl<ansas.coni 



Additional Code 



Compliance with this code shall be the 
responsiblity of the licensed homebuilder. 

EnffbrceiTIBntof this code shall be the 
responsibility of the local govemment (if 
adopted). 

Exempt buildings include the following: 
(1) Unconditioned buildings that are neither 
heated nor cooled, (2) nnobile honnes and 
temporary use structures such as hunting and 
fishing camps, and (3) boat houses and remote 
cabins that are not defined as "dwelling units." 

HVAC Equipmenb The Arkansas 
Mechanical Code requires a heating and cooling 
load analysis (Manual J or other approved 
calculation nnethod) to nnatch the appropriate 
capacity of the systenns to the load of the house 
in your dinnate. Request a Manual] load 
analysis fi^om your HVAC company to verify that 
the systenns have been properly sized. 

Duct Insulation: supply and retum-air 
metal ducts in crawlspaces, uninsulated 
basements, attics and filmed wall cavities must 
be vapor sealed and insulated to R-5.6. If 
ductwork is located on the exterior, it must be 
insulated to R-8. 

Duct Construction; ah joints, seams and 
connections must be securely fastened and 
sealed with welds, gaskets, nnastics (adhesives), 
mastic-plus-embedded fabric or UL-approved 
tapes. Standard duct tape is not permitted. 
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Helpfiil Resources 

These connpliance options are not all-inclusive 
and may not reflect your construction practices, 
product choices or unique designs. As an 
alternative approach to code connpliance, the 
Arkansas Energy Unit oflens the ARKcheck™ 
program — an easy-to-use code compliance 
software tool that can evaluate any home with any 
connbination of R-values, window U-factors and 
specific component areas. For example, 
depending on window type, a two-story home 
might comply with the code with a slightly greater 
window percentage. The computer program 
provides the fiexibility for tradeoffs between all 
envelope components, window efficiencies and 
higher-than-minimum heating/cooling equipnnent 

Energy Perfbnnance Tune-up 

This booklet provides Arkansas' builders with 
many helpfiji tips on building better-performing 
new homes. Inproving performance increases 
comfort, inproves longevity and reduces builder 
callbacks. Ask the ADED Energy Unit for a fi^ee 
copy of the Energy Performance Tune-up. 

Code Materials and Assistance 

All Energy Code nnaterials and compliance tools 
are fr-ee. Call 1-800-558-2633 or 501-682-1370 to 
request hard copies or view and download 
nnaterials at www.l800arkansas.conYenergy and 
click on "residential." 
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Clay • Cleburne • Craighead" 
Crawford • Franl<lin • Fulton 

Greene • Independence 

Izard •] ackson •] ohnsoi 

Lawrence • Mississippi 

viontgomery • Poinsett • P( 

Pope • Randolph 

Sebastian • Sharp 

Van Buren 



Code Compliance 

The 2004 Arkansas Energy Code for new 
honne construction helps to ensure that the 
state's housing stock continues to retain its 
value, quality and affordability. This simplified 
code brochure has been developed for builders 
to nnore easily understand, use and comply 
with the Arkansas Energy Code. 

A new home in ZONE 8 connplies with the 
standards for the 2004 Arkansas Energy Code for 
New Construction if the following conditions are met 

• Ceiling insulation is R-30. If R-38 is used, add 
1 percent to window area. 

• Exterior walls are R-13. With an additional 
R-3 exterior sheathing, add 1 percent to 
allowable window area. 

• The percentage of double-glazed window 
area to gross wall area does not exceed 
values in the Maximum Allowable Window 
Percentages table. 

• Floors over crawlspaces are R-19. If slab 
insulation is to be installed, then a minimum 
of R-4 is required. See the 'Slab Insulation" 
section in this brochure. 

• The heating and cooling system efficiencies 
are at least national minimums. 

Ceiling: R-BO. One percent of window area 
can be added to any of tiie above window 
percentages if tiie ceiling insulation is increased 
to R-38 or if a raised-heel tixiss or otiier 
constixiction technique is used tiiat allows tine 
full R-30 to extend over tiie top plate of tiie 
exterior walls. 

V\Aalls; Exterior walls are R-13. Witii an 
additional R-3 exterior sheathing, add 1 percent 
to window percentage. 



iViaximum Allowable 
V\/indow Percentages 



V\/indow frame type 


R-Oslab 


R-4 slab or 
R-19 floor 


Wood or vinyl with 

low-e and gas filled 

(U-0.41*) 


16% 


24% 


Vinyl or wood 
(U-0.56*) 


11% 


16% 


Thermal break 
aluminum 
(U-0.65*) 


9% 


13% 


Aluminum — non-thermal 
(U-0.87*) 


6% 


9% 



* These U-factors are recognized default values for each 
window type. The maximum allowable window 
percentage may increase if a more efficient window 
(lower U-factor) is used. 

Percentage V\/indow Area; Estimate 

percent window in the wall by dividing the total 
rough opening of the window area by the gross 
wall area. The window percentage is a ratio of 
the window area in the heated and cooled space 
to the gross wall area. This includes, but is not 
limited to, decorative windows, glass doors and 
basement windows but excludes opaque doors 
and skylights. 

Percent VNiindow Area B:xsmr^piG. The tOtal 

rough opening window area is 180 square feet 
The building's perimeter is 150 feet and the walls 
are 10 feet high. Therefore, the gross wall area is 
150 X 10 =1,500 square feet For this example, 
the percent of window in the wall is: 
180 / 1,500 =0.12 or 12 percent 



Floor R-NAalue; R-19. Requirements apply 
to floors over unconditioned spaces — such as 
unconditioned crawl spaces, basennents and 
garages. Floors over outside air — such as 
cantilevers, bay windows, etc. — nnust nneet 
the ceiling requirennents. 

Slab Insulation: R-4 or greater, siab 

insulation is not required to nneet nnininnunn 
themnal code connpliance. However, if slab 
insulation is installed, the code requires a total 
of twenty-four (24) inches of insulation. The 
first four (4) inches are critical and should be 
placed vertically around the peri meter of the 
slab. The remaining twenty (20) inches can run 
horizontally or vertically under the slab. Any 
exposed insulation shall be protected. 

For most slab foundation types, there is a slab 
insulation technique that meets these 
specifications. If perimeter slab insulation is 
under consideration, check with a pest control 
company for approved nnethods in your area. 

National I^EninriunrB; The national 

minimum for heating is 78AFUE (Annual Fuel 
Utilization Efficiency); for cooling, it is 10 SEER 
(Seasonal Energy Efficiency Ratio). 

Air Leakage: ah penetrations to the 
building envelope must be sealed, caulked, 
gasketed, weatherstripped or otherwise sealed. 
This includes, but is not limited to, areas 
around windows, doors, HVAC ductwork, 
plumbing pipe, electrical penetrations, etc. 



For questions, call the Energy Code Hotline 

at l-aOO-558-2633 or 501-682-1370, or e-mail 

your question to energy@ia00arkansas.coni 



Additional Code 



Compliance with this code shall be the 
responsiblity of the licensed homebuilder. 

EnffbrceniBntof this code shall be the 
responsibility of the local govemment (if 
adopted). 

Exempt buildings include the following: 
(1) Unconditioned buildings that are neither 
heated nor cooled, (2) nnobile honnes and 
temporary use structures such as hunting and 
fishing camps, and (3) boat houses and remote 
cabins that are not defined as "dwelling units." 

HVAC Equipmenb The Arkansas 
Mechanical Code requires a heating and cooling 
load analysis (Manual J or other approved 
calculation nnethod) to nnatch the appropriate 
capacity of the systenns to the load of the house 
in your dinnate. Request a Manual] load 
analysis fi^om your HVAC company to verify that 
the systenns have been properly sized. 

Duct Insulation: supply and retum-air 
metal ducts in crawlspaces, uninsulated 
basements, attics and filmed wall cavities must 
be vapor sealed and insulated to R-5.6. If 
ductwork is located on the exterior, it must be 
insulated to R-8. 

Duct Construction; ah joints, seams and 
connections must be securely fastened and 
sealed with welds, gaskets, nnastics (adhesives), 
mastic-plus-embedded fabric or UL-approved 
tapes. Standard duct tape is not permitted. 
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Helpfiil Resources 

These connpliance options are not all-inclusive 
and may not reflect your construction practices, 
product choices or unique designs. As an 
alternative approach to code connpliance, the 
Arkansas Energy Unit oflens the ARKcheck™ 
program — an easy-to-use code compliance 
software tool that can evaluate any home with any 
connbination of R-values, window U-factors and 
specific component areas. For example, 
depending on window type, a two-story home 
might comply with the code with a slightly greater 
window percentage. The computer program 
provides the fiexibility for tradeoffs between all 
envelope components, window efficiencies and 
higher-than-minimum heating/cooling equipnnent 

Energy Perfbnnance Tune-up 

This booklet provides Arkansas' builders with 
many helpfiji tips on building better-performing 
new homes. Inproving performance increases 
comfort, inproves longevity and reduces builder 
callbacks. Ask the ADED Energy Unit for a fi^ee 
copy of the Energy Performance Tune-up. 

Code Materials and Assistance 

All Energy Code nnaterials and compliance tools 
are fr-ee. Call 1-800-558-2633 or 501-682-1370 to 
request hard copies or view and download 
nnaterials at www.l800arkansas.conYenergy and 
click on "residential." 
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Code Compliance 

The 2004 Arkansas Energy Code for new 
honne construction helps to ensure that the 
state's housing stock continues to retain its 
value, quality and affordability. This simplified 
code brochure has been developed for builders 
to nnore easily understand, use and comply 
with the Arkansas Energy Code. 

A new home in ZONE 9 complies witii tiie 
standards for tiie 2004 Arkansas Energy Code 
for New Construction if the following conditions 
are met 

• Ceiling insulation is R-38. 

• Exterior walls are R-13. With an additional 
R-3 exterior sheathing, add 1 percent to 
allowable window area. 

• The percentage of double-glazed window 
area to gross wall area does not exceed 
values in the Maximum Allowable Window 
Percentages table. 

• Floors over crawlspaces are R-19. If slab 
insulation is to be installed, then a minimum 
of R-4 is required. See the 'Slab Insulation" 
section in this brochure. 

• The heating and cooling system efficiencies 
are at least national minimums. 

Ceiling: R-38. Only where a raised-heel truss 
or other construction technique is employed to 
obtain the full height of ceiling insulation extending 
over the exterior wall's top plate nnay an R-30 be 
sutstituted for an R-38. 

V\Aalls; Exterior walls are R-13. Witin an 
additional R-3 exterior sheathing, add 1 percent 
to window percentage. 



IN/iaximum Allowaiile 
V\/indow Percentages 



Window frame type 


R-Oslab 


R-4 slab or 
R-19 floor 


Wood or vinyl with 

low-e and gas filled 

(U-0.41*) 


14% 


21% 


Vinyl or wood 
(U-0.56*) 


10% 


15% 


Thermal break 
aluminum 
(U-0.65*) 


8% 


13% 


Aluminum — non-thermal 
(U-a87*) 


6% 


9% 



* These U-factors are recognized default values for each 
window type. The maximum allowable window 
percentage may increase if a more efficient window 
(lower U-factor) is used. 

Percentage V\/indow Area; Estimate 

percent window in tine wall by dividing the total 
rough opening of the window area by the gross 
wall area. The window percentage is a ratio of 
tine window area in tine heated and cooled space 
to the gross wall area. This includes, but is not 
limited to, decorative windows, glass doors and 
basement windows but excludes opaque doors 
and skylights. 



: VXiindowAraa Ex^r^rie: The tOtal rOUgh 

opening window area is 180 square feet The 
building's perimeter is 150 feet and tine walls are 
10 feet high. Therefore, tine gross wall area is 
150 X 10 =1,500 square feet For this example, 
tine percent of window in tine wall is: 
180/1,500 =0.12 or 12 percent 



Floor R-\Aalue; R-19. Requirements apply 
to floors over unconditioned spaces — such as 
unconditioned crawl spaces, basements and 
garages. Floors over outside air— such as 
cantilevers, bay windows, etc. — must meet 
tine ceiling requirements. 

Slab Insulation: R-4 or greater, siab 

insulation is not required to nneet nnininnunn 
themnal code connpliance. However, if slab 
insulation is installed, the code requires a total 
of twenty-four (24) inches of insulation. The 
first four (4) inches are critical and should be 
placed vertically around the perinneter of the 
slab. The rennaining twenty (20) inches can run 
horizontally or vertically under the slab. Any 
exposed insulation shall be protected. 

For nnost slab foundation types, there is a slab 
insulation technique that nneets these 
specifications. If perinneter slab insulation is 
under consideration, check with a pest control 
connpany for approved nnethods in your area. 

National I^EniniunrB; The national 

minimum for heating is 78AFUE (Annual Fuel 
Utilization Efficiency); for cooling, it is 10 SEER 
(Seasonal Energy Efficiency Ratio). 

Air Leakage: ah penetrations to tine 
building envelope must be sealed, caulked, 
gasketed, weatherstripped or otherwise sealed. 
This includes, but is not limited to, areas 
around windows, doors, HVAC ductwork, 
plumbing pipe, electrical penetrations, etc. 



For questions, call the Energy Code Hotline 

at l-aOO-558-2633 or 501-682-1370, or e-mail 

your question to energy@ia00arkansas.coni 



ARKcheck™ -- Compliance Software 



The ARKcheck'T'^ compliance software is currently under construction and will be available 
soon. 
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Introduction — Commercial 

Effective October 1, 2004, Arkansas adopts the International Energy Conservation Code (lECC), 2003 
Edition, published and copyrighted by the International Codes Council and the Southern Building Code 
Congress International, Inc. When the lECC 2003 Edition is used in conjunction with the Arkansas 
Supplements and Amendments to the 2003 International Energy Conservation Code, this shall constitute 
the official 2004 Arkansas Energy Code for New Building Construction. 

For commercial structures, the 2003 International Energy Conservation Code adopts by reference the 
American Society of Heating, Refrigerating, and Air Conditioning Engineers (ASHRAE) ANSI/ 
ASHRAE /lESNA Standard 90.1-2001-Energy Standard for Buildings Except Low-Rise Residential 
Buildings. The 2003 lECC, which includes both the prescriptive requirements in Chapter 8 of the lECC 
and also a direct reference to ANSI/A SHRAE/IE SNA Standaixl 90.1-2001 in Chapter 7 of the lECC. 



To order copies of the International Energy Conservation Code, 2003 Edition contact: 

Intemational Code Council 

900 MonteMr Road 

Biminghara Alabama 35213- 1206 

Phone: l-80a 78^4452, Fax: 205^591-0775 (TDD 205^599-9742) 

Copyright © 1996- 1998 Southern Building Code Congiess International, Inc. 

The American Society of Heating, Refrigerating, and Air- Conditioning Engineers 
ANSI/ASHRAE/IESNA Standard 90.1-2001 is available for viewing only, without charge, on the 
ASHRAE website: http://www.ashrae.orq/template/A ssetD etail/assetid/1 6730 . 

To order copies of American Society of Heating, Refrigerating, and Air- Conditioning Engineers 
ANSI/ASHRAE/IESNA Standard 90.1-2001 contact: 

American Society of Heating, Refrigeration and Air- Conditioning Engineers, Inc. 

1791 Tullie Circle, N.E. 

Atianta, GA 30329 

Phone: 404-636-8400, Fax: 404-321-5478 

Web: http://www.ashrae.orq 

A separate Users Manual and CD are available and sold separately. 

For specific questions, contact ASHRAE directiy at 404-636-8400 and talk to Technical 
Services Engineer Steve Hammerling. 

For questions, contact Susan Reckon at tiie Arkansas Energy Office at (501) 682-7334, or 
e-mail to srcckenO 1-800-ARKANSAS.com . 
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Arkansas Climate Zones 




ARKANSAS 


Zone 


County 


6B 


Arkansas (H) 


6B 


Ashley (H) 


9B 


Baxter 


9B 


Benton 


9B 


Boone 


6B 


Bradley (H) 


6B 


Calhoun (H) 


9B 


Carroll 


6B 


Chicot (H) 


6B 


Clark (H) 


8 


Clay 


8 


Cleburne 


6B 


Cleveland (H) 


6B 


Columbia (H) 


7B 


Conway (H) 


8 


Craighead 


8 


Crawford 


7B 


Crittenden (H) 


7B 


Cross (H) 


6B 


Dallas (H) 


6B 


Desha (H) 


6B 


Drew (H) 


7B 


Faulkner (H) 


8 


Franklin 


8 


Fulton 


7B 


Garland (H) 


6B 


Grant (H) 


8 


Greene 


7B 


Hempstead (H) 


7B 


Hot Spring (H) 


7B 


Howard (H) 


8 


Independence 


8 


Izard 


8 


Jackson 


6B 


Jefferson (H) 


8 


Johnson 


6B 


Lafayette (H) 



FIGURE 302.1(1) 



Zone 


County 


8 


Lawrence 


7B 


Lee(H) 


6B 


Lincoln (H) 


6B 


Little River (H) 


7B 


Logan (H) 


7B 


Lonoke (H) 


9B 


Madison 


9B 


Marion 


6B 


Miller (H) 


8 


Mississippi 


7B 


Monroe (H) 


8 


Montgomery 


6B 


Nevada (H) 


9B 


Newton 


6B 


Ouachita (H) 


7B 


Perry (H) 


7B 


PhilHps (H) 


7B 


Pike (H) 


8 


Poinsett 


8 


Polk 


8 


Pope 


7B 


Prairie (H) 


7B 


Pulaski (H) 


8 


Randolph 


7B 


SaHne (H) 


7B 


Scott (H) 


9B 


Searcy 


8 


Sebastian 


7B 


Sevier (H) 


8 


Sharp 


7B 


St Francis (H) 


9B 


Stone 


6B 


Union (H) 


8 


Van Buren 


9B 


Washington 


7B 


White (H) 


7B 


Woodruff (H) 


7B 


Yell (H) 



Table 302.2 Arkansas HDD^ and zones 



Zone 


HDD 


6B 


2,500 - 2,999 


7B 


3,000 - 3,499 


8 


3,500 - 3,999 


9B 


4,000 - 4,499 



* HDD = Heating Degree Days 



Note: Counties identified with 
(H) shall be considered ''hot and 
humid climate areas'' for 
purposes of the application of 
Section 502.1.1. 
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Commercial CompKance Tool 



The Arkansas Energy Office recognizes COMcheck-EZ^'^ as a "deem to comply" tool as a 
means to determine compliance with ARSHRAE/IES 90.1-2001. Please note that COMcheck- 
EZ™ may not be suitable as a compliance tool with large, complex buildings and mechanical 
systems. 



Click on the link below to download COMcheck-EZ™ . 



^ 



http://www.enercivcodes.crov/comcheck/ez_download.stm 
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uted, or transmitted in any form or by any means, including, without limitation, electronic, optical or mechanical means (by way of 
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Internationally, code officials recognize the need for a modem, up-to-date energy conservation code addressing the design of en- 
ergy-efficient building envelopes and installation of energy efficient mechanical, lighting and power systems through requirements 
emphasizing performance. The International Energy Conservation Code®, in this 2003 edition, is designed to meet these needs 
through model code regulations that will result in the optimal utiUzation of fossil fuel and nondepletable resources in all communi- 
ties, large and small. 

This comprehensive energy conservation code establishes minimum regulations for energy efficient buildings using prescriptive 
and performance-related provisions. It is founded on broad-based principles that make possible the use of new materials and new en- 
ergy efficient designs. This 2003 edition is fully compatible with all the International Codes ("I-Codes") published by the Interna- 
tional Code Council (ICC), including the International Building Code, ICC Electrical Code, International Existing Building Code, 
International Fire Code, International Fuel Gas Code, International Mechanical Code, ICC Performance Code, International 
Plumbing Code, International Private Sewage Disposal Code, International Property Maintenance Code, International Residen- 
tial Code, International Vrhan-Wildland Interface Code dind^ International Zoning Code. 

The International Energy Conservation Code provisions provide many benefits, among which is the model code development 
process that offers an international forum for energy professionals to discuss performance and prescriptive code requirements. This 
forum provides an excellent arena to debate proposed revisions. This model code also encourages international consistency in the 
application of provisions. 



The first edition of the International Energy Conservation Code (1998) was based on the 1995 edition of the Model Energy Code 
promulgated by the Council of American Building Officials (CABO) and included changes approved through the CABO Code De- 
velopment Procedures through 1997. CABO assigned all rights and responsibihties to the International Code Council and its three 
statutory members: Building Officials and Code Administrators International, Inc. (BOCA), International Conference of Building 
Officials (ICBO) and Southern Building Code Congress International (SBCCI). This 2003 edition presents the code as originally is- 
sued, with changes approved through the ICC Code Development Process through 2002. A new edition such as this is promulgated 
every three years. 

With the development and publication of the family of International Codes in 2000, the continued development and maintenance 
of the model codes individually promulgated by BOCA ("BOCA National Codes"), ICBO ("Uniform Codes") and SBCCI ("Stan- 
dard Codes") was discontinued. This 2003 International Energy Conservation Code, as well as its predecessor — the 2000 edi- 
tion — is intended to be the successor energy conservation code to those codes previously developed by BOCA, ICBO and SBCCI. 

The development of a single set of comprehensive and coordinated International Codes was a significant milestone in the devel- 
opment of regulations for the built environment. The timing of this publication mirrors a milestone in the change in structure of the 
model codes, namely, the pending Consohdation of BOCA, ICBO and SBCCI into the ICC. The activities and services previously 
provided by the individual model code organizations will be the responsibility of the Consolidated ICC. 

This code is founded on principles intended to establish provisions consistent with the scope of an energy conservation code that 
adequately conserves energy; provisions that do not unnecessarily increase construction costs; provisions that do not restrict the use 
of new materials, products or methods of construction; and provisions that do not give preferential treatment to particular types or 
classes of materials, products or methods of construction. 



The International Energy Conservation Code is available for adoption and use by jurisdictions internationally. Its use within a gov- 
ernmental jurisdiction is intended to be accomplished through adoption by reference in accordance with proceedings establishing 
the jurisdiction's laws. At the time of adoption, jurisdictions should insert the appropriate information in provisions requiring spe- 
cific local information, such as the name of the adopting jurisdiction. These locations are shown in bracketed words in small capital 
letters in the code and in the sample ordinance. The sample adoption ordinance on page v addresses several key elements of a code 
adoption ordinance, including the information required for insertion into the code text. 



The International Energy Conservation Code is kept up to date through the review of proposed changes submitted by code enforc- 
ing officials, industry representatives, design professionals and other interested parties. Proposed changes are carefully considered 
through an open code development process in which all interested and affected parties may participate. 
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The contents of this work are subject to change both through the Code Development Cycles and the governmental body that en- 
acts the code into law. For more information regarding the code development process, contact the Code and Standard Development 
Department of the International Code Council. 

While the development procedure of the International Energy Conservation Code assures the highest degree of care, ICC and the 
founding members of ICC — ^BOCA, ICBO, SBCCI — their members, and those participating in the development of this code dp not 
accept any liabihty resulting from compliance or noncomphance with the provisions because ICC and its founding members do not 
have the power or authority to poHce or enforce compliance with the contents of this code. Only the governmental body that enacts 
the code into law has such authority. 

Letter Designations in Front of Section Noinbers 

In each code development cycle, proposed changes to this code are considered at the Code Development Hearing by the Interna- 
tional Energy Conservation Code Development Committee, whose action constitutes a recommendation to the voting membership 
for final action on the proposed change. Proposed changes to a code section whose number begins with a letter in brackets are con- 
sidered by a different code development committee. For instance, proposed changes to code sections which have the letter [EB] in 
front (e.g., [EB] 101 .2.2. 1), are considered by the International Existing Building Code Development Committee at the Code Devel- 
opment Hearing. Where this designation is applicable to the entire content of a main section of the code, the designation appears at 
the main section number and title and is not repeated at every subsection in that section. 

The content of sections in this code which begin with a letter designation is maintained by another code development committee 
in accordance with the following: [B] = International Building Code Development Committee; [EB] = International Existing Build- 
ing Code Development Committee and [M] = International Mechanical Code Development Committee. 

Marginal Markings 

SoUd vertical lines in the margins within the body of the code indicate a technical change from the requirements of the 2000 edition. 
Deletion indicators ( ^ ) are provided in the margin where a paragraph or item has been deleted. 
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The International Codes are designed and promulgated to be adopted by reference by ordinance. Jurisdictions wishing to adopt the 
2003 International Energy Conservation Code as an enforceable regulation governing energy efficient building envelopes and in- 
stallation of energy efficient mechanical, lighting and power systems should ensure that certain factual information is included in 
the adopting ordinance at the time adoption is being considered by the appropriate governmental body. The following sample 
adoption ordinance addresses several key elements of a code adoption ordinance, including the information required for insertion 
into the code text. 



An ordinance of the [JURIlSDDCTDOli^] adopting the 2003 edition of the International Energy Conservation Code, regulating and 
governing energy efficient building envelopes and installation of energy efficient mechanical, lighting and power systems in the 

[JURISDlCTDOi^]; providing for the issuance of permits and collection of fees therefor; repeahng Ordinance No. of the 

[JORiSOBCTDOfiV!]] and all other ordinances and parts of the ordinances in conflict therewith. 

The [GOVEBi^llMG BODY] of the [JOenSOIlCTnOGSS] does ordain as follows: 

Sectlom l.That a certain document, three (3) copies of which are on file in the office of the [TBTLE ©F JU^iSDICTBOM'S KEEPER ©F 
REC©RDS] of [UkmE ©F JURBSDiCTBOINg] , being marked and designated as the International Energy Conservation Code, 2003 edi- 
tion, including the Appendix [FULL M IHE APPEisaDnX DETABLS BEBi^G AD©PTED], as published by the International Code Council, 
be and is hereby adopted as the Energy Conservation Code of the [JUIRBSDBCTBOM], in the State of [STATE HkMB] for regulating and 
governing energy efficient building envelopes and installation of energy efficient mechanical, lighting and power systems as 
herein provided; providing for the issuance of permits and collection of fees therefor; and each and all of the regulations, provi- 
sions, penalties, conditions and terms of said Energy Conservation Code on file in the office of the [JURSSDIICTDOIiSS] are hereby re- 
ferred to, adopted, and made a part hereof, as if fully set out in this ordinance, with the additions, insertions, deletions and changes, 
if any, prescribed in Section 2 of this ordinance. 

SectiosTi l.The following sections are hereby revised: 

Section 101.1. Insert: [iSIAME ©F jyRiSDDOTDOM]. 

Sectlosi 3.That Ordinance No. of yURiSOBGT[l©BSl] entitled [FALL M UEUE IHE COWPLEIE TDTLE ©F THE ©RDDNAISICE OR 

©RDflWA^CES m EFFECT AT THE FRESEOT TBME SO THAT THEY WBLL BE REPEALED BY DEFiiSinTE EVIEBSgTBOM] and all other ordi- 
nances or parts of ordinances in conflict herewith are hereby repealed. 

Section 4. That if any section, subsection, sentence, clause or phrase of this ordinance is, for any reason, held to be unconstitutional, 
such decision shall not affect the vaUdity of the remaining portions of this ordinance. The [GOVERIMIiiNlG BODY] hereby declares that 
it would have passed this ordinance, and each section, subsection, clause or phrase thereof, irrespective of the fact that any one or 
more sections, subsections, sentences, clauses and phrases be declared unconstitutional. 

Sectlofli 5. That nothing in this ordinance or in the Energy Conservation Code hereby adopted shall be construed to affect any suit or 
proceeding impending in any court, or any rights acquired, or Hability incurred, or any cause or causes of action acquired or exist- 
ing, under any act or ordinance hereby repealed as cited in Section 2 of this ordinance; nor shall any just or legal right or remedy of 
any character be lost, impaired or affected by this ordinance. 

Sectloe 6.That the [JURBSOBCTDOEsa'S ECEEPER ©F REC©ROS] is hereby ordered and directed to cause this ordinance to be pub- 
lished. (An additional provision may be required to direct the number of times the ordinance is to be published and to specify that it 
is to be in a newspaper in general circulation. Posting may also be required.) 

SectloB T.That this ordinance and the rules, regulations, provisions, requirements, orders and matters established and adopted 
hereby shall take effect and be in full force and effect [TBI/iE PER1©D] from and after the date of its final passage and adoption. 
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CChHAPTER 1 

IIMISTRMI 



SECTION 101 
GENERAL 

lOlol Title. These regulations shall be known as the Energy 
Conservation Code of [NAME OF JURISDICTION], and shall be 
cited as such. It is referred to herein as "this code." 

IdDU Scope, This code establishes minimum prescriptive and 
performance-related regulations for the design of energy-effi- 
cient buildings and structures or portions thereof that provide 
facilities or shelter for public assembly, educational, business, 
mercantile, institutional, storage and residential occupancies, 
as well as those portions of factory and industrial occupancies 
designed primarily for human occupancy. This code thereby 
addresses the design of energy-efficient building envelopes and 
the selection and installation of energy-efficient mechanical, 
service water-heating, electrical distribution and illumination 
systems and equipment for the effective use of energy in these 
buildings and structures. 

Exceptmnt Energy conservation systems and components 
in existing buildings undergoing repair, alteration or addi- 
tions, and change of occupancy, shall be permitted to com- 
ply with the International Existing Building Code. 

1W.2 J Exempt builMiinigSo Buildings and structures indi- 
cated in Sections 101.2.1.1 and 101.2.1.2 shall be exempt 
from the building envelope provisions of this code, but shall 
comply with the provisions for building, mechanical, ser- 
vice water heating and lighting systems. 

KOilololol Sepsirsttted benMiinigSo Buildings and struc- 
tures, or portions thereof separated by building envelope 
assembhes from the remainder of the building, that have 
a peak design rate of energy usage less than 3.4 Btu/h per 
square foot (10.7 W/m^) or 1 .0 watt per square foot (10.7 
W/m^) of floor area for space conditioning purposes. 

Mlololol UmiconiditnoEiiedl taifldmgSo Buildings and 
structures or portions thereof which are neither heated 
nor cooled. 

10)lo2o2 AppIkaMHtyo The provisions of this code shall ap- 
ply to all matters affecting or relating to structures and pre- 
mises, as set forth in Section 101 . Where, in a specific case, 
different sections of this code specify different materials, 
methods of construction or other requirements, the most re- 
strictive shall govern. 

[EB] l(DUo2ol Emtieg mstoflflaMomiSo Except as other- 
wise provided for in this chapter, a provision in this code 
shall not require the removal, alteration or abandonment 
of, nor prevent the continued utilization and maintenance 
of, an existing building envelope, mechanical, service 
water-heating, electrical distribution or illumination sys- 
tem lawfully in existence at the time of the adoption of 
this code. 

[EB] 101-2o2o2 Addltnomis, alteratSoms or repaSrSo Addi- 
tions, alterations, renovations or repairs to a building en- 



velope, mechanical, service water-heating, electrical dis- 
tribution or illumination system or portion thereof shall 
conform to the provisions of this code as they relate to 
new construction without requiring the unaltered por- 
tion(s) of the existing system to comply with all of the re- 
quirements of this code. Additions, alterations or repairs 
shall not cause any one of the aforementioned and exist- 
ing systems to become unsafe, hazardous or overloaded. 

[EB] mh223 HSstorlc boildrngs. The provisions of 
this code relating to the construction, alteration, repair, 
enlargement, restoration, relocation or movement of 
buildings or structures shall not be mandatory for exist- 
ing buildings or structures specifically identified and 
classified as historically significant by the state or local 
jurisdiction, listed in The National Register of Historic 
Places or which have been determined to be eligible for 
such Hsting. 

[EB] I®lo2,2o4 CtnaEge m occunpainicyo It shall be unlaw- 
ful to make a change in the occupancy of any building or 
structure which would result in an increase in demand for 
either fossil fuel or electrical energy supply unless such 
building or structure is made to comply with the require- 
ments of this code or otherwise approved by the authority 
having jurisdiction. The code official shall certify that 
such building or structure meets the intent of the provi- 
sions of law governing building construction for the pro- 
posed new occupancy and that such change of occupancy 
does not result in any increase in demand for either fossil 
fuel or electrical energy supply or any hazard to the pub- 
he health, safety or welfare. 

]l(Dlo2o3 Mked dDccmpaiBcy, When a building houses more 
than one occupancy, each portion of the building shall con- 
form to the requirements for the occupancy housed therein. 
Where minor accessory uses do not occupy more than 10 
percent of the area of any floor of a building, the major use 
shall be considered the building occupancy. Buildings, 
other than detached one- and two-family dwellings and 
townhouses, with a height of four or more stories above 
grade shall be considered commercial buildings for pur- 
poses of this code, regardless of the number of floors that are 
classified as residential occupancy. 

10]lo3 iMteMt, The provisions of this code shall regulate the de- 
sign of building envelopes for adequate thermal resistance and 
low air leakage and the design and selection of mechanical, 
electrical, service water-heating and illumination systems and 
equipment which will enable effective use of energy in new 
building construction. It is intended that these provisions pro- 
vide flexibility to permit the use of innovative approaches and 
techniques to achieve effective utilization of energy. This code 
is not intended to abridge safety, health or environmental re- 
quirements under other applicable codes or ordinances. 
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1(0)1.4 CompIlaEce. Compliance with this code shall be deter- 
mined in accordance with Sections 101.4.1 and 101.4.2. 

101,41 Resideetial bmldmgs. For residential buildings the 
following shall be used as the basis for compliance assess- 
ment: a systems approach for the entire building (Chapter 
4), an approach based on performance of individual compo- 
nents of the building envelope (Chapter 5), an approach 
based on performance of the total building envelope (Chap- 
ter 5), an approach based on acceptable practice for each en- 
velope component (Chapter 5), an approach by prescriptive 
specification for individual components of the building en- 
velope (Chapter 5), or an approach based on simplified, pre- 
scriptive specification (Chapter 6) where the conditions set 
forth in Section 101.4.1.1 or 101.4.1.2 are satisfied. 

101.41,1 Detactied one- aed two=famiIy dwelllinigs. 
When the glazing area does not exceed 15 percent of the 
gross area of exterior walls, 

101.41o2 Residential buildings, Groep R-29 R=41 or 
towEihoEses, When the glazing area does not exceed 25 
percent of the gross area of exterior walls. 

101.4.2 Commercial bunldings. For commercial buildings, 
a prescriptive or performance-based approach (Chapter 7) 
or as specified by acceptable practice (Chapter 8) shall be 
used as the basis for compHance assessment. 



SECTION 102 
iVIATERIALS, SYSTEMS AMD EQUIPMENT 

102.1 GeeeraL Materials, equipment and systems shall be 
identified in a manner that will allow a determination of their 
compHance with the appHcable provisions of this code. 

102.2 Materials, eqespmesit and systems lnstaMatioHo All in- 
sulation materials, caulking and weatherstripping, fenestration 
assemblies, mechanical equipment and systems components, 
and water-heating equipment and system components shall be 
installed in accordance with the manufacturer's installation in- 
structions. 

1023 MaleteKiaiice informatioiio Required regular mainte- 
nance actions shall be clearly stated and incorporated on a 
readily accessible label. Such label shall include the title or 
pubhcation number, the operation and maintenance manual for 
that particular model and type of product. Maintenance instruc- 
tions shall be furnished for equipment that requires preventive 
maintenance for efficient operation. 

102,4 Insulatioo installation. Roof/ceiling, floor, wall cavity 
and duct distribution systems insulation shall be installed in a 
manner that permits inspection of the manufacturer's /?- value 
identification mark. 

102,4.1 Protection) of exposed foMsidatloe insaalatlonio In- 
sulation applied to the exterior of foundation walls and 
around the perimeter of slab-on-grade floors shall have a 
rigid, opaque and weather-resistant protective covering to 
prevent the degradation of the insulation's thermal perfor- 
mance. The protective covering shall cover the exposed area 
of the exterior insulation and extend a minimum of 6 inches 
(153 mm) below grade. 



W23 Ideotificatlomio Materials, equipment and systems shall 
be identified in accordance with Sections 102.5.1, 102.5.2 and 
102.5.3. 

l<D2,5ol Building envelope insulation, A thermal resis- 
tance (R) identification mark shall be apphed by the manu- 
facturer to each piece of building envelope insulation 12 
inches (305 mm) or greater in width. 

Alternatively, the insulation installer shall provide a 
signed and dated certification for the insulation installed in 
each element of the building envelope, listing the type of in- 
sulation installations in roof/ceihngs, the manufacturer and 
the /?-value. For blown-in or sprayed insulation, the installer 
shall also provide the initial installed thickness, the settled 
thickness, the coverage area and the number of bags in- 
stalled. Where blown-in or sprayed insulation is installed in 
walls, floors and cathedral ceilings, the installer shall pro- 
vide a certification of the installed density and /?-value. The 
installer shall post the certification in a conspicuous place 
on the job site. 

l§2.5olol Moof/ceiliing insulation. The thickness of 
roof/ceiling insulation that is either blown in or sprayed 
shall be identified by thickness markers that are labeled 
in inches or millimeters installed at least one for every 
300 square feet (28 m^) throughout the attic space. The 
markers shall be affixed to the trusses or joists and 
marked with the minimum initial installed thickness and 
minimum settled thickness with numbers a minimum of 
1 inch (25 mm) in height. Each marker shall face the attic 
access. The thickness of installed insulation shall meet or 
exceed the minimum initial installed thickness shown by 
the marker. 

1<D2.5,2 Fenestration product ratings certfficatlon and la- 
Ibelmgc tZ-f actors of fenestration products (windows, doors 
and skylights) shall be determined in accordance with 
NFRC 100 by an accredited, independent laboratory, and la- 
beled and certified by the manufacturer. The solar heat gain 
coefficient (SHGC) of glazed fenestration products (win- 
dows, glazed doors and skylights) shall be determined in ac- 
cordance with NFRC 200 by an accredited, independent 
laboratory, and labeled and certified by the manufacturer. 
Where a shading coefficient for a fenestration product is 
used, it shall be determined by converting the product's 
SHGC, as determined in accordance with NFRC 200, to a 
shading coefficient, by dividing the SHGC by 0.87. Such 
certified and labeled 6^-factors and SHGCs shall be ac- 
cepted for purposes of determining compliance with the 
building envelope requirements of this code. 

When a manufacturer has not determined product t/-fac- 
tor in accordance with NFRC 100 for a paiticular product 
line, compliance with the building envelope requirements of 
this code shall be determined by assigning such products a 
default L^-factor in accordance with Tables 102.5.2(1) and 
1 02.5.2(2). When a SHGC or shading coefficient is used for 
code compliance and a manufacturer has not determined 
product SHGC in accordance with NFRC 200 for a particu- 
lar product line, compliance with the building envelope re- 
quirements of this code shall be determined by assigning 
such products a default SHGC in accordance with Table 
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102.5.2(3). Product features must be verifiable for the prod- 
uct to qualify for the default value associated with those fea- 
tures. Where the existence of a particular feature cannot be 
determined with reasonable certainty, the product shall not 
receive credit for that feature. Where a composite of materi- 
als from two different product types is used, the product 
shall be assigned the higher ^/-factor. 



TABLE 102.5.2(1) 

O'-FACTOIR DEFAULT TABLE FOIR WDBSSDOWS, 

GLAIED DOORS AMD SKYLDGHTS 



TABLE 102.5.2(2) 
^FACTOR DEFAULT TABLE FOR IMONOLAZED DOORS 





SINGLE 


DOUBLE 


FRAIVJE ft/lATERIAL AND PRODUCT TYPE^ 


GLAZED 


GLAZED 


Metal without thermal break: 






Curtain wall 


1.22 


0.79 


Fixed 


1.13 


0.69 


Garden window 


2.60 


1.81 


Operable (including sliding and 






swinging glass doors) 


1.27 


0.87 


Site- assembled sloped/overhead glazing 


1.36 


0.82 


Skylight 


1.98 


1.31 


Metal with thermal break: 






Curtain wall 


1.11 


0.68 


Fixed 


1.07 


0.63 


Operable (including sliding and 






swinging glass doors) 


1.08 


0.65 


Site-assembled sloped/overhead glazing 


1.25 


0.70 


SkyUght 


1.89 


1.11 


Reinforced vinyl/metal clad wood: 






Fixed 


0.98 


0.56 


Operable (including sliding and 






swinging glass doors) 


0.90 


0.57 


SkyUght 


1.75 


1.05 


Wood/vinyl/fiberglass: 






Fixed 


0.98 


0.56 


Garden window 


2.31 


1.61 


Operable (including sliding and 






swinging glass doors) 


0.89 


0.55 


Skylight 


1.47 


0.84 



DOOR TYPE 


WITH FOAWi 
CORE 


WDTHOUT 
FOAWi 
CORE 


Steel doors (1.75 inches thick) 


0.35 


0.60 




WDTH 

STORM 
DOOR 


WITHOUT 
STORWi 
DOOR 


Wood doors (1.75 inches thick) 
Hollow core flush 
Panel with 0.438-inch panels 
Panel with 1.125-inch panels 
Solid core flush 


0.32 
0.36 
0.28 
0.26 


0.46 
0.54 
0.39 
0.40 



For SI: 1 inch = 25.4 mm. 



L3 Dnuct dnsttrntattnoini systems imsmillaftioini. A thermal 
resistance (R) identification mark shall be applied by the 
manufacturer in maximum intervals of no greater than 10 
feet (3048 mm) to insulated flexible duct products showing 
the thermal performance /?- value for the duct insulation it- 
self (excluding air films, vapor retarders or other duct com- 
ponents). 



ALTERNATE MATERIALS—METHOD 

OF CONSTROCTION, DESIGW OR 

IMSULATIMG SYSTEMS 



a. Glass-block assemblies with mortar but without reinforcing or framing shall 
have a t/-factor of 0.60. 



l(Q>3ol Gemeraii The provisions of this code are not intended to 
prevent the use of any material, method of construction, design 
or insulating system not specifically prescribed herein, pro- 
vided that such construction, design or insulating system has 
been approved by the code official as meeting the intent of the 
code. 

Compliance with specific provisions of this code shall be de- 
termined through the use of computer software, worksheets, 
compliance manuals and other similar materials when they 
have been approved by the code official as meeting the intent of 
this code. 



TABLE 102.5.2(3) 
SB^GC DEFAULT TABLE FOR FEMESTRATflOiM 



PRODUCT DESCRIPTION 


SINGLE GLAZED 


DOUBLE GLAZED 


Clear 


Bronze 


Green 


Gray 


Clear 

+ 
Clear 


Bronze 

+ 
Clear 


Green 

+ 
Clear 


Gray 

+ 
Clear 


Metal frames 
Fixed 
Operable 


0.78 
0.75 


0.67 
0.64 


0.65 
0.62 


0.64 
0.61 


0.68 
0.66 


0.57 
0.55 


0.55 
0.53 


0.54 
0.52 


Nonmetal frames 
Fixed 
Operable 


0.75 
0.63 


0.64 
0.54 


0.62 

0.53 


0.61 

0.52 


0.66 

0.55 


0.54^ 
0.46 


0.53 
0.45 


0.52 
0.44 
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SECTION 104 
CONSTRUCTION DOCUMENTS 

104.1 General. Construction documents and other supporting 
data shall be submitted in one or more sets with each applica- 
tion for a permit. The construction documents and designs sub- 
mitted under the provisions of Chapter 4 shall be prepared by a 
registered design professional where required by the statutes of 
the jurisdiction in which the project is to be constructed. Where 
special conditions exist, the code official is authorized to re- 
quire additional construction documents to be prepared by a 
registered design professional. 

Exceptions: 

1. The code official is authorized to waive the submis- 
sion of construction documents and other supporting 
data not required to be prepared by a registered design 
professional if it is found that the nature of the work 
applied for is such that reviewing of construction doc- 
uments is not necessary to obtain comphance with 
this code. 

2. For residential buildings having a conditioned floor 
area of 5,000 square feet (465 m^) or less, designs sub- 
mitted under the provisions of Chapter 4 shall be pre- 
pared by anyone having qualifications acceptable to 
the code official. 

104.2 Information on construction documents. Construc- 
tion documents shall be drawn to scale upon suitable material. 
Electronic media documents are permitted to be submitted 
when approved by the code official. Construction documents 
shall be of sufficient clarity to indicate the location, nature and 
extent of the work proposed and show in sufficient detail perti- 
nent data and features of the building and the equipment and 
systems as herein governed, including, but not limited to, de- 
sign criteria, exterior envelope component materials, ^/-factors 
of the envelope systems, ^/-factors of fenestration products, 
/?- values of insulating materials, size and type of apparatus and 
equipment, equipment and systems controls and other perti- 
nent data to indicate comphance with the requirements of this 
code and relevant laws, ordinances, rules and regulations, as 
determined by the code official. 



SECTION 106 
VALIDITY 

106,1 General, If a section, subsection, sentence, clause or 
phrase of this code is, for any reason, held to be unconstitu- 
tional, such decision shall not affect the validity of the remain- 
ing portions of this code. 



SECTION 107 
REFERENCED STANDARDS 

107.1 General The standards, and portions thereof, which are 
referred to in this code and listed in Chapter 10, shall be consid- 
ered part of the requirements of this code to the extent of such 

reference. 

107.2 Conflicting requirements. When a section of this code 
and a section of a referenced standard from Chapter 10 specify 
different materials, methods of construction or other require- 
ments, the provisions of this code shall apply. 



SECTION 105 
INSPECTIONS 

105.1 General, Construction or work for which a permit is re- 
quired shall be subject to inspection by the code official. 

105.2 Approvals required. No work shall be done on any part 
of the building or structure beyond the point indicated in each 
successive inspection without first obtaining the written ap- 
proval of the code official. No construction shall be concealed 
without inspection approval. 

105.3 Final inspection. There shall be a final inspection and 
approval for buildings when completed and ready for occu- 
pancy. 

105.4 Reinspection. A structure shall be reinspected when de- 
termined necessary by the code official. 
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201 
GENERAL 

2MA ScopOo Unless otherwise expressly stated, the following 
words and terms shall, for the purposes of this code, have the 
meanings indicated in this chapter. 

2§lo2 Interchstnge^hilitjo Words used in the present tense in- 
clude the future; words in the masculine gender include the 
feminine and neuter; the singular number includes the plural 
and the plural, the singular. 

2M3 Terms deOmed in otfeer codeSo Where terms are not de- 
fined in this code and are defined in the International Building 
Code, ICC Electrical Code, International Fire Code, Interna- 
tional Fuel Gas Code, International Mechanical Code or the 
International Plumbing Code, such terms shall have meanings 
ascribed to them as in those codes. 

2MA Terms mot deSmed, Where terms are not defined throiigh 
the methods authorized by this secfion, such terms shall have 
ordinarily accepted meanings such as the context implies. 



SECTION 202 
GEi^ERAL DEFINITIONS 

ACCESSIBLE (AS APPLIED TO EQUIPMENT)^ Ad- 
mitting close approach because not guarded by locked doors, 
elevation or other effective means (see "Readily accessible"). 

ADDITION, An extension or increase in the height, condi- 
tioned floor area or conditioned volume of a building or struc- 
ture. 

AIR TRANSPORT FACTOR, The ratio of the rate of useful 
sensible heat removal from the conditioned space to the energy 
input to the supply and return fan motor(s), expressed in consis- 
tent units and under the designated operating conditions. 

ALTERATION, Any construction, renovation or change in a 
mechanical system that involves an extension, addition or 
change to the arrangement, type or purpose of the original in- 
stallation. 

ANNUAL FUEL UTILIZATION EFFICIENCY (AFUE), 
The ratio of annual output energy to annual input energy which 
includes any nonheating season pilot input loss, and for gas or 
oil-fired furnaces or boilers, does not include electrical energy. 

APPROVEDo Approved by the code official or other authority 
having jurisdiction as the result of investigation and tests con- 
ducted by said official or authority, or by reason of accepted 
principles or tests by naUonally recognized organizafions. 

AUTOMATICo Self-acting, operating by its own mechanism 
when actuated by some impersonal influence, as, for example, 
a change in current strength, pressure, temperature or mechani- 
cal configuration (see "Manual"). 

BASEMENT WALL. The opaque portion of a wall which en- 
closes one side of a basement and having an average be- 



low-grade area greater than or equal to 50 percent of its total 
wall area, including openings (see "Gross area of exterior 
walls"). 

BTUo Abbreviation for British thermal unit, which is the quan- 
tity of heat required to raise the temperature of 1 pound (0.454 
kg) of water 1°F (d0.56°C), (1 Btu = 1,055 J). 

BUILDINGo Any structure occupied or intended for support- 
ing or sheltering any use or occupancy. 

BUILDING ENVELOPEo The elements of a building which 
enclose conditioned spaces through which thermal energy is 
capable of being transferred to or from the exterior or to or from 
spaces exempted by the provisions of Section 101.2.1. 

CODE OFFICIALo The officer or other designated authority 
charged with the administration and enforcement of this code, 
or a duly authorized representative. 

COEFFICIENT OF PERFORMANCE (COP)— 
COOLING, The ratio of the rate of heat removal to the rate of 
energy input in consistent units, for a complete cooling system 
or factory-assembled equipment, as tested under a nationally 
recognized standard or designated operating conditions. 

COEFFICIENT OF PERFORMANCE (COP)— HEAT 
PUMP— HEATING. The ratio of the rate of heat delivered to 
the rate of energy input, in consistent units, for a complete heat 
pump system under designated operating conditions. Supple- 
mental heat shall not be considered when checking compliance 
with the heat pump equipment (COPs Usted in the tables in Sec- 
tions 503 and 803). 

COMFORT ENVELOPEo The areas defined on a psychro- 
metric chart and enclosing the range of operative temperatures 
and humidities for both the winter and summer comfort zones 
as depicted in Figure 2 of ASHRAE 55. 

COMMERCIAL BUILDING^ All buildings other than de- 
tached one- and two-family dwellings, townhouses and resi- 
dential buildings, Groups R-2 and R-4. 

CONDENSERo A heat exchanger designed to liquefy refriger- 
ant vapor by removal of heat. 

CONDENSING UNIT. A specific refrigerating machine 
combination for a given refrigerant, consisting of one or more 
power-driven compressors, condensers, liquid receivers (when 
required), and the regularly furnished accessories. 

CONDITIONED FLOOR AREA, The horizontal projection 
of that portion of interior space which is contained within exte- 
rior walls and which is conditioned directly or indirectly by an 
energy-using system. 

CONDITIONED SPACE. A heated or cooled space, or both, 
within a building and, where required, provided with 
humidification or dehumidification means so as to be capable 
of maintaining a space condition falling within the comfort en- 
velope set forth in ASHRAE 55. 
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COOLED SPACEo Space within a building which is provided 
with a positive cooling supply (see "Positive cooling supply"). 

CRAWL SPACE WALLo The opaque portion of a wall which 
encloses a crawl space and is partially or totally below grade. 

DEADBANDo The temperature range in which no heating or 
cooling is used. 

DEGREE DAY, COOLINGo A unit, based on temperature 
difference and time, used in estimating cooling energy con- 
sumption and specifying nominal cooling load of a building in 
summer. For any one day, when the mean temperature is more 
than 65°F (1 8°C), there are as many degree days as there are de- 
grees Fahrenheit (Celsius) difference in temperature between 
the mean temperature for the day and 65 °F (18°C). Annual 
cooling degree days (CDD) are the sum of the degree days over 
a calendar year. 



, A unit, based on temperature dif- 
ference and time, used in estimating heating energy consump- 
tion and specifying nominal heating load of a building in 
winter. For any one day, when the mean temperature is less than 
65°F (18°C), there are as many degree days as there are degrees 
Fahrenheit (Celsius) difference in temperature between the 
mean temperature for the day and 65°F (1 8°C). Annual heating 
degree days (HDD) are the sum of the degree days over a calen- 
dar year. 

DUCTo A tube or conduit utilized for conveying air. The air 
passages of self-contained systems are not to be construed as 
air ducts. 

DUCT SYSTEMo A continuous passageway for the transmis- 
sion of air that, in addition to ducts, includes duct fittings, 
dampers, plenums, fans and accessory air-handling equipment 
and appliances. 

DWELLING UNIT. A single housekeeping unit comprised of 
one or more rooms providing complete independent living fa- 
cilities for one or more persons, including permanent provi- 
sions for hving, sleeping, eating, cooking and sanitation. 

ECONOMIZER. A ducting arrangement and automatic con- 
trol system that allows a cooling supply fan system to supply 
outdoor air to reduce or eliminate the need for mechanical re- 
frigeration during mild or cold weather. 

ENERGY. The capacity for doing work (taking a number of 
forms) which is capable of being transformed from one into an- 
other, such as thermal (heat), mechanical (work), electrical and 
chemical in customary units, measured in joules (J), kilo- 
watt-hours (kWh) or British thermal units (Btu). 

ENERGY ANALYSIS. A method for determining the annual 
(8,760 hours) energy use of the proposed design and standard 
design based on hour-by-hour estimates of energy use. 

ENERGY COST. The total estimated annual cost for pur- 
chased energy for the building, including any demand charges, 
fuel adjustment factors and delivery charges applicable to the 
building. 

ENERGY EFFICIENCY RATIO (EER). The ratio of net 
equipment cooling capacity in British thermal units per hour 
(Btu/h) (W) to total rate of electric input in watts under desig- 
nated operating conditions. When consistent units are used. 



this ratio becomes equal to COP (see also "Coefficient of per- 
formance"). 

EVAPORATOR. That part of the system in which liquid re- 
frigerant is vaporized to produce refrigeration. 

EXTERIOR ENVELOPE. See "Building envelope." 

EXTERIOR WALL. An above-grade wall enclosing condi- 
tioned space which is vertical or sloped at an angle 60 degrees 
(1.1 rad) or greater from the horizontal (see "Roof assembly"). 
Includes between-floor spandrels, peripheral edges of floors, 
roof and basement knee walls, dormer walls, gable end walls, 
walls enclosing a mansard roof, and basement walls with an av- 
erage below-grade wall area which is less than 50 percent of the 
total opaque and nonopaque area of that enclosing side. 

FENESTRATION. Skyhghts, roof windows, vertical win- 
dows (whether fixed or moveable), opaque doors, glazed doors, 
glass block, and combination opaque/glazed doors. 

FURNACE, DUCT. A furnace normally installed in distribu- 
tion ducts of air-conditioning systems to supply warm air for 
heating and which depends on a blower not furnished as part of 
the duct furnace for air circulation. 



, A self-contained, indirect-fired or 
electrically heated furnace that supplies heated air through 
ducts to spaces that require it. 

GLAZING AREA. Total area of the glazed fenestration mea- 
sured using the rough opening and including sash, curbing or 
other framing elements that enclose conditioned space. 
Glazing area includes the area of glazed fenestration assem- 
blies in walls bounding conditioned basements. For doors 
where the daylight opening area is less than 50 percent of the 
door area, the glazing area is the daylight opening area. For all 
other doors, the glazing area is the rough opening area for the 
door including the door and the frame. 

GROSS AREA OF EXTERIOR WALLS. The normal pro- 
jection of all exterior walls, including the area of all windows 
and doors installed therein (see "Exterior wall"). 



The sum of the areas of several 
floors of the building, including basements, cellars, mezzanine 
and intermediate floored tiers and penthouses of headroom 
height, measured from the exterior faces of exterior walls or 
from the centerhne of walls separating buildings, but exclud- 
ing: 

1 . Covered walkways, open roofed-over areas, porches and 
similar spaces. 

2. Pipe trenches, exterior terraces or steps, chimneys, roof 
overhangs and similar features. 



The form of energy that is transferred by virtue of a 
temperature difference or a change in state of a material. 

HEAT CAPACITY (HC). The amount of heat necessary to 
raise the temperature of a given mass by one degree. The heat 
capacity of a building element is the sum of the heat capacities 
of each of its components. 



P. A refrigeration system that extracts heat from 
one substance and transfers it to another portion of the same 
substance or to a second substance at a higher temperature for a 
beneficial purpose. 
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MEAT REJECTION EQUIPMENT, Equipment used in 
comfort cooling systems such as air-cooled condensers, open 
cooling towers, closed-circuit cooling towers and evaporative 
condensers. 

HEAT TRAPo An arrangement of piping and fittings, such as 
elbows, or a commercially available heat trap, that prevents 
thermo syphoning of hot water during standby periods. 

HEATED SLABo Slab-on-grade construction in which the 
heating elements or hot air distribution system is in contact 
with or placed within the slab or the subgrade. 

HEATED SPACEo Space within a building which is provided 
with a positive heat supply (see "Positive heat supply"). Fin- 
ished living space within a basement with registers or heating 
devices designed to supply heat to a basement space shall auto- 
matically define that space as heated space. 

HEATING SEASONAL PERFORMANCE FACTOR 
(HSPF). The total heating output of a heat pump during its nor- 
mal annual usage period for heating, in Btu, divided by the total 
electric energy input during the same period, in watt hours, as 
determined by DOE 10 CFR Part 430, Subpart B, Test Proce- 
dures and based on Region 4. 



ISTATo A regulatory device, actuated by changes in 
humidity, used for automatic control of relative humidity. 

HVACo Heating, ventilating and air conditioning. 

HYAC SYSTEMo The equipment, distribution network, and 
terminals that provide either collectively or individually the 
processes of heating, ventilating, or air conditioning to a build- 
ing. 

HYAC SYSTEM COMPONENTS. HVAC system compo- 
nents provide, in one or more factory-assembled packages, 
means for chilling or heating water, or both, with controlled 
temperature for delivery to terminal units serving the condi- 
tioned spaces of the building. Types of HVAC system compo- 
nents include, but are not limited to, water chiller packages, 
reciprocating condensing units and water source (hydronic) 
heat pumps (see "HVAC system equipment"). 

HVAC SYSTEM EQUIPMENTo HVAC system equipment 
provides, in one (single package) or more (split system) fac- 
tory-assembled packages, means for air circulation, air clean- 
ing, air cooling with controlled temperature and 
dehumidification and, optionally, either alone or in combina- 
tion with a heating plant, the functions of heating and humidi- 
fying. The cooling function is either electrically or heat 
operated and the refrigerant condenser is air, water or 
evaporatively cooled. Where the equipment is provided in more 
than one package, the separate packages shall be designed by 
the manufacturer to be used together. The equipment shall be 
permitted to provide the heating function as a heat pump or by 
the use of electric or fossil-fuel-fired elements. (The word 
"equipment" used without a modifying adjective, in accor- 
dance with common industry usage, appHes either to HVAC 
system equipment or HVAC system components.) 



INSULATING SHEATHING, An insulating board having a 
minimum thermal resistance of R-2 of the core material. 

INTEGRATED PART=LOAD VALUE (IPLV). A single 
measure of merit, based on part-load EER or COP expressing 
part-load efficiency for air-conditioning and heat pump equip- 
ment on the basis of weighted operation at various load capaci- 
ties for the equipment. 

LABELED, Devices, equipment, appliances, assemblies or 
materials to which have been affixed a label, seal, symbol or 
other identifying mark of a nationally recognized testing labo- 
ratory, inspection agency or other organization concerned with 
product evaluation that maintains periodic inspection of the 
production of the above-labeled items and by whose label the 
manufacturer attests to compHance with applicable nationally 
recognized standards. 

LISTEDo Equipment, appliances, assemblies or materials in- 
cluded in a list published by a nationally recognized testing lab- 
oratory, inspection agency or other organization concerned 
with product evaluation that maintains periodic inspection of 
production of listed equipment, appUances, assembhes or ma- 
terial, and whose listing states either that the equipment, appli- 
ances, assemblies, or material meets nationally recognized 
standards or has been tested and found suitable for use in a 
specified manner. 

LOW- VOLTAGE LIGHTING^ Lighting equipment that is 
powered through a transformer such as cable conductor, rail 
conductor and track hghting. 

LUMINAIREo A complete Ughting unit consisting of at least 
one lamp and the parts designed to distribute the light, to posi- 
tion and protect the lamp, to connect the lamp to the power sup- 
ply and ballasting, when applicable. Luminaires are commonly 
referred to as "lighting fixtures." 

MANUAL, Capable of being operated by personal interven- 
tion (see "Automatic"). 

MULTIFAMILY DWELLING, A building containing three 
or more dwelling units. 

MULTIPLE SINGLE^-FAMILY DWELLING (TOWN= 
HOUSE)o A building not more than three stories in height con- 
sisting of multiple single-family dwelling units, constructed in 
a group of three or more attached units in which each unit ex- 
tends from foundation to roof and with open space on at least 
two sides. 

OCCUPANCY, The purpose for which a building, or portion 
thereof, is utilized or occupied. 

OPAQUE AREAS, All exposed areas of a building envelope 
which enclose conditioned space, except openings for win- 
dows, skylights, doors and building service systems. 

OUTDOOR AIR, Air taken from the outdoors and, therefore, 
not previously circulated through the system. 



The uncontrolled inward air leakage 
through cracks and interstices in any building element and 
around windows and doors of a building caused by the pressure 
effects of wind or the effect of differences in the indoor and out- 
door air density or both. 



. A relative measure of the 
potency of chemicals in depleting stratospheric ozone. The 
ozone depletion factor potential depends on the chlorine and 
bromine content and the atmospheric lifetime of the chemical. 
The depletion factor potential is normahzed such that the factor 
for CFC-1 1 is set equal to unity and the factors for the other 
chemicals indicate their potential relative to CFC-1 1. 
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PACKAGED TERMINAL AIR CONDITIONER (PTAC)» 
A factory-selected wall sleeve and separate unencased combi- 
nation of heating and cooling components, assemblies or sec- 
tions (intended for mounting through the wall to serve a single 
room or zone). It includes heating capability by hot water, 
steam or electricity. (For the complete technical definition, see 
ARI 310/380.) 

PACKAGED TERMINAL HEAT PUMP. A PTAC capable 
of using the refrigeration system in a reverse cycle or heat 
pump mode to provide heat. (For the complete technical defini- 
tion, see ARI 310/380.) 

POSITIVE COOLING SUPPLY, Mechanical cooHng dehb- 
erately supplied to a space, such as through a supply register. 
Also, mechanical cooling indirectly supplied to a space 
through uninsulated surfaces of space-cooling components, 
such as evaporator coil cases and cooling distribution systems 
which continually maintain air temperatures within the space 
of 85 °F (29°C) or lower during normal operation. To be consid- 
ered exempt from inclusion in this definition, such surfaces 
shall comply with the insulation requirements of this code. 

POSITIVE HEAT SUPPLY. Heat deUberately supplied to a 
space by design, such as a supply register, radiator or heating 
element. Also, heat indirectly supplied to a space through unin- 
sulated surfaces of service water heaters and space-heating 
components, such as furnaces, boilers and heating and cooling 
distribution systems which continually maintain air tempera- 
ture within the space of 50°F (10°C) or higher during normal 
operation. To be considered exempt from inclusion in this defi- 
nition, such surfaces shall comply with the insulation require- 
ments of this code. 

PROPOSED DESIGN. A description of the proposed build- 
ing design used to estimate annual energy costs for determining 
compliance based on total building performance. 

READILY ACCESSIBLE. Capable of being reached quickly 
for operation, renewal or inspections, without requiring those 
to whom ready access is requisite to climb over or remove ob- 
stacles or to resort to portable ladders or access equipment (see 
"Accessible"). 

REFRIGERANT. A substance ufilized to produce refrigera- 
tion by its expansion or vaporization or absorption. 

RENEWABLE ENERGY SOURCES. Sources of energy 
(excluding minerals) derived from incoming solar radiation, 
including natural dayhghting and photosynthetic processes; 
from phenomena resulfing therefrom, including wind, waves 
and tides, lake or pond thermal differences; and from the inter- 
nal heat of the earth, including nocturnal thermal exchanges. 

REPAIR. The reconstruction or renewal of any part of an exist- 
ing building for the purpose of its maintenance. 

RESIDENTIAL BUILDING, GROUP R-2. Residemial oc- 
cupancies containing more than two dwelling units where the 
occupants are primarily permanent in nature such as apartment 
houses, boarding houses (not transient), convents, monasteries, 
rectories, fraternities and sororities, dormitories and rooming 
houses. For the purpose of this code, reference to Group R-2 
occupancies shall refer to buildings that are three stories or less 
in height above grade. 



RESIDENTIAL BUILDING, GROUP R.4. Residenfial oc- 
cupancies shall include buildings arranged for occupancies as 
Residential Care/Assisted Living Facilities including more 
than five but not more than 16 occupants, excluding staff. For 
the purpose of this code, reference to Group R-4 occupancies 
shall refer to buildings which are three stories or less in height 
above grade. 

ROOF ASSEMBLY. A roof assembly shall be considered as 
all roof/ceiling components of the building envelope through 
which heat flows, thus creafing a building transmission heat 
loss or gain, where such assembly is exposed to outdoor air and 
encloses conditioned space. 

The gross area of a roof assembly consists of the total interior 
surface of all roof/ceihng components, including opaque sur- 
faces, dormer and bay window roofs, trey ceilings, overhead 
portions of an interior stairway to an unconditioned attic, doors 
and hatches, glazing and skylights exposed to conditioned 
space, that are horizontal or sloped at an angle less than 60 de- 
grees (1.1 rad) from the horizontal (see "Exterior wall"). A roof 
assembly, or portions thereof, having a slope of 60 degrees (1.1 
rad) or greater from horizontal shall be considered in the gross 
area of exterior walls and thereby excluded from consideration 
in the roof assembly. Skylight shaft walls 12 inches (305 mm) 
in depth or greater (as measured from the ceiling plane to the 
roof deck) shall be considered in the gross area of exterior walls 
and are thereby excluded from consideration in the roof assem- 
bly. 

ROOM AIR CONDITIONER. An encased assembly de- 
signed as a unit for mounting in a window or through a wall, or 
as a console. It is designed primarily to provide free delivery of 
conditioned air to an enclosed space, room or zone. It includes a 
prime source of refrigeration for cooling and dehumidification 
and means for circulating and cleaning air, and shall be permit- 
ted to also include means for ventilating and heating. 

SASH CRACKo The sum of all perimeters of all window 
sashes, based on overall dimensions of such parts, expressed in 
feet. If a portion of one sash perimeter overlaps a portion of an- 
other sash perimeter, the overlapping portions are only counted 
once. 

SCREW LAMP HOLDERS. A lamp base that requires a 
screw-in-type lamp such as an incandescent or tungsten-halo- 
gen bulb. 

SEASONAL ENERGY EFFICIENCY RATIO (SEER), 
The total cooling output of an air conditioner during its normal 
annual usage period for cooling, in Btu/h (W), divided by the 
total electric energy input during the same period, in 
watt-hours, as determined by DOE 10 CFR Part 430, Subpart 
B, Test Procedures. 

SERVICE SYSTEMS, All energy-using systems in a building 
that are operated to provide services for the occupants or pro- 
cesses housed therein, including HVAC, service water heating, 
illumination, transportation, cooking or food preparation, laun- 
dering and similar functions. 

SERVICE WATER HEATING. Supply of hot water for pur- 
poses other than comfort heating. 
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TOOLo An approved software program or 
calculation-based methodology that projects the hour-by-hour 
loads and annual energy use of a building. 

SKYLIGHTo Glazing that is horizontal or sloped at an angle 
less than 60 degrees (1.1 rad) from the horizontal (see "Glazing 
area"). 

SLAB=ON^GEADE FLOOR INSULATION^ Insulation 
around the perimeter of the floor slab or its supporting founda- 
tion when the top edge of the floor perimeter slab is above the 
finished grade or 12 inches (305 nmi) or less below the finished 
grade. 

SOLAE ENERGY SOURCE, Source of natural dayhghting 
and of thermal, chemical or electrical energy derived directly 
from conversion of incident solar radiation. 



. A version of the proposed design that 
meets the minimum requirements of this code and is used to de- 
termine the maximum annual energy cost requirement for com- 
phance based on total building performance. 

STANDARD TRUSS, Any construction that does not permit 
the roof/ceiling insulation to achieve the required /?-value over 
the exterior walls. 

I SUNMOOM ADDITIONo A one-story structure added to an 
existing dwelhng with a glazing area in excess of 40 percent of 
the gross area of the structure's exterior walls and roof. 

SYSTEMo A combination of central or terminal equipment or 
components or controls, accessories, interconnecting means, 
and terminal devices by which energy is transformed so as to 
perform a specific function, such as HVAC, service water heat- 
ing or illumination. 

THERMAL CONDUCTANCEo Time rate of heat flow 
through a body (frequently per unit area) from one of its bound- 
ing surfaces to the other for a unit temperature difference be- 
tween the two surfaces, under steady conditions 
(Btu/h • ft^ • °F) [W/(m2 . K)]. 



A separation of conditioned 
spaces, between a sunroom addition and a dwelling unit, con- 
sisting of existing or new wall(s), doors and/or windows. New 
wall(s), doors and/or windows shall meet the prescriptive enve- 
lope component criteria in Table 502.2.5. 

THERMAL RESISTANCE (^)o The reciprocal of thermal 
conductance (h • ft^ - °F/Btu) [(m^ • K)AV]. 

THERMAL RESISTANCE, OVERALL(^Jo The recipro- 
cal of overall thermal conductance 
(h • ft2 . °F/Btu)[(m2 . K)A¥]. The overall thermal resistance of 
the gross area or individual component of the exterior building 
envelope (such as roof/ceihng, exterior wall, floor, crawl space 
wall, foundation, window, skyhght, door, opaque wall, etc.), 
which includes the area weighted /?- values of the specific com- 
ponent assembhes (such as air film, insulation, dry wall, fram- 
ing, glazing, etc.). 

THERMAL TRANSMITTANCE (U). The coefficient of 
heat transmission (air to air). It is the time rate of heat flow per 
unit area and unit temperature difference between the 
warm-side and cold-side air films (Btu/h • ft^ • °F) 
[W/(m2 • K)].The ?7-factor applies to combinations of different 
materials used in series along the heat flow path, single materi- 



als that comprise a building section, cavity airspaces and 
surface air films on both sides of a building element. 

THERMAL TRANSMITTANCE, OVERALL (UJ. The 
overall (average) heat transmission of a gross area of the exte- 
rior building envelope (Btu/h • ft^ • °F) [W/(m2 • K)]. The 
f/^-factor applies to the combined effect of the time rate of heat 
flow through the various parallel paths, such as windows, doors 
and opaque construction areas, comprising the gross area of 
one or more exterior building components, such as walls, floors 
or roof/ceilings. 



An automatic control device actuated by 
temperature and designed to be responsive to temperature. 

TOWNHOUSEo See "Multiple single-family dwelling." i 

UNITARY COOLING AND HEATING EQUIPMENT, 
One or more factory-made assemblies which include an evapo- 
rator or cooling coil, a compressor and condenser combination, 
and which shall be permitted to include a heating function as 
well. When heating and cooling equipment is provided in more 
than one assembly, the separate assemblies shall be designed to 
be used together. 

UNITARY HEAT PUME One or more factory^made assem- 
blies which include an indoor conditioning coil, compressor(s) 
and outdoor coil or refrigerant-to-water heat exchanger, in- 
cluding means to provide both heating and cooling functions. 
When heat pump equipment is provided in more than one as- 
sembly, the separate assemblies shall be designed to be used to- 
gether. 

VENTILATIONo The process of supplying or removing air by 
natural or mechanical means to or from any space. Such air 
shall be permitted to be conditioned or unconditioned. 

VENTILATION AIR, That portion of supply air which comes 
from outside (outdoors) plus any recirculated air that has been 
treated to maintain the desired quality of air within a designated 

space. <^ 

WATER HEATER, INSTANTANEOUS^ A water heater 
with an input rating of at least 4,000 Btu/h per gallon (310 W/L) 
stored water and a storage capacity of less than 10 gallons (38 

L). 

WATER HEATER, STORAGEo A water heater with an input 
rating less than 4,000 Btu/h per gallon (310 W/L) of stored wa- 
ter or storage capacity of at least 10 gallons (38 L). 

WINDOW PROJECTION FACTOR, A measure of the por- 
tion of glazing that is shaded by an eave or overhang. 

ZONEo A space or group of spaces within a building with heat- 
ing or cooling requirements, or both, sufficiently similar so that 
comfort conditions can be maintained throughout by a single 
controUing device. 
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SECTIQM 301 
GEMEBAL 

SCDlol DeslgE cdterna. The criteria of this chapter establish the 
design conditions for use with Chapters 4, 5, 6 and 8. 



THERMAL DESIGM PARAMETERS 

3(0)2ol ExHernor desigim comdMoimSo The following design pa- 
rameters in Table 302.1 shall be used for calculations required 
under this code. 



TABLE 302.1 
EXTERDOR 0ESDG1N3 COMDITDOWS 



CONDITDON 


VALUE 


Winter^, Design Dry-bulb (°F) 




Summer% Design Dry-bulb (°F) 




Sum^le^^ Design Wet-bulb C'F) 




Degree days heating^ 




Degree days cooling'' 




Climate zone^ 





For SI: °C = [rF)-32]/1.8. 

a. The outdoor design temperature shall be selected from the columns of 97 V2 
percent values for winter and 2V2 percent values for summer from tables in 
the ASHRAE Fundamentals Handbook. Adjustments shall be permitted to 
reflect local climates which differ from the tabulated temperatures, or local 
weather experience determined by the code official. 

b. The degree days heating (base 65°F) and cooling (base 65°F) shall be se- 
lected from NOAA "Annual Degree Days to Selected Bases Derived from 
the 1961-1990 Normals," data available from adjacent military installations, 
or other source of local weather data acceptable to the code official. 

c. The climate zone shall be selected from the applicable map provided in Fig- 
ures 902.1(1) through 902.1(51) in Chapter 9 of this code. 



o 
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CHAPTER 4 

RESIDENTIAL BUILDING DESIGN BY SYSTEIVIS ANALYSIS 

AND DESIGN OF BUILDINGS UTILIZING 

RENEWABLE ENERGY SOURCES 



SB 
GENERAL 

4Dlol Sc®pe, This chapter estabUshes design criteria in terms 
of total energy use by a residential building, including all of its 
systems. 



SYSTEliS ANALYSIS 

4l^2ol Assalysis procedereo Except as explicitly specified by 
this chapter, the standard design home shall be configured and 
simulated using identical methods and techniques as are used in 
the configuration and simulation of the proposed design home. 

4®2o2 Emergy aaalyslso Compliance with this chapter will re- 
quire an analysis of the annual energy usage, hereinafter called 
an "annual energy analysis." 

ExceptioES Chapters 5 and 6 estabhsh criteria for different 
energy-consuming and enclosure elements of the building 
which, if followed, will eliminate the requirement for an an- 
nual energy analysis while meeting the intent of this code. 

4D2o2ol Stoedaird deslgm, A building designed in accor- 
dance with this chapter will be deemed as complying with 
this code if the calculated annual energy consumption is not 
greater than a similar building (defined as a "standard de- 
sign") whose enclosure elements and energy-consuming 
systems are designed in accordance with Chapter 5. Specific 
building envelope elements of the standard design shall 
comply with Sections 402.2.1.1 through 402.2.1.4. 

4©2J,lol Exterior wallSo The exterior wall assembly 
^/-Factors for the standard design shall be selected by cli- 
mate in accordance with Table 402.2.1.1. 

402<,2olo2 Feeestraitleiii U-f^ctoT. The fenestration sys- 
tem tZ-Factor used in the standard design shall be se- 
lected by climate in accordance with Table 402.2.1.2. 

402o2olo3 Wnsudow sireSo The window area of the stan- 
dard design, inclusive of the framed sash and glazing 
area, shall be equal to 18 percent of the conditioned floor 
area of the proposed design. 

4®2c2olo4 SkyliglitSo Skylights and other nonvertical roof 
glazing elements shall not be included in the standard de- 
sign, and ceiling ^/-factors used in the standard design 
shall not include such elements in their computation. 

4t}2o2o2 Proposed desige. For a proposed alternative build- 
ing design (defined as a "proposed design") to be considered 
similar to a "standard design," it shall utiUze the same 
nonrenewable energy source(s) for the same functions and 
have equal conditioned floor area and the same ratio of ther- 



mal envelope area to floor area (i.e., the same geometry), ex- 
terior design conditions, occupancy, climate data, and usage 
operational schedule as the standard design. Where an en- 
ergy end use (such as space heating or domestic water) is to 
be provided entirely from renewable energy sources in a 
proposed design, the standard design shall assume an equip- 
ment type using a nonrenewable energy source common to 
that region for that end use as approved by the code official. 

402,2o2ol OrkiTitatloii for groups of belldings. The 
worst possible orientation of the proposed design, in 
terms of annual energy use, considering north, northeast, 
east, southeast, south, southwest, west and northwest ori- 
entations, shall be used to represent group of otherwise 
identical designs. 



TABLE 402.2.1J 
Smi^DARD DESIGN WALL ASSEIMBLY £^faCTORS {UJ 



HEMMQ DEGREE DAYS^ 


U^imnomf' 


> 13,000 


0.038 


9,000-12,999 


0.046 


6,500 - 8,999 


0.052 


4,500 - 6,499 


0.058 


3,500 - 4,499 


0.064 


2,600 - 3,499 


0.076 


< 2,600 


0.085 



a. From Table 302.1. 

b. Including framing effects. 



TABLE 402.2 J .2 

STAE^IOARO DESBGiSS FE^ESTRATflOJ^ SYSTEM 

U-¥hCrORS (Ug or Uf) 



HEATIMG DEGREE DAYS^ 


W FOR SECTBON 502.2.1.1 AND U.fOR 
SECTSON 502.2.3.1 (air to air^ 


> 13,000 


0.25 


9,000 - 12,999 


0.26 


6,500 - 8,999 


0.28 


4,500 - 6,499 


0.30 


3,500 - 4,499 


0.41 


2,600 - 3,499 


0.44 


700 - 2,599 


0.47 


<700 


0.74 



a. From Table 302.1. 

b. Entire assembly, including sash. 
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4§2.2o3 Input values for residential buiiMiegSo The input 
values in Sections 402.2.3.1 through 402.2.3.11 shall be 
used in calculating annual energy performance. The re- 
quirements of this section specifically indicate which vari- 
ables shall remain constant between the standard design and 
proposed design calculations. The standard design shall be a 
base version of the design that directly complies with the 
provisions of this code. The proposed building shall be per- 
mitted to utilize a design methodology that is demonstrated, 
through calculations satisfactory to the code official, to have 
equal or lower annual energy use than the standard design. 

402.23.1 Glazmg systems. The input values in Sections 
402.2.3.1.1 through 402.2.3.1.4, specific to glazing sys- 
tems, shall be used in calculating annual energy perfor- 
mance. 

402.2.3.101 OriemtatioBi, standard deslgEi. As a min- 
imum, equal areas on north, east, south and west ex- 
posures shall be assumed. 

40202.3.102 Exterior stiadingj standard design. 
Glazing areas in the standard design shall not be pro- 
vided with exterior shading such as roof overhangs. 
Energy performance impacts of added exterior shad- 
ing for glazing areas which are accounted for in the 
proposed design for a specific building shall be per- 
mitted, provided that the code official approves the 
actual installation of such systems. 

402.2.3. lo3 Fenestration system solar heat gain co= 
efficient^ standard design. The fenestration system 
solar heat gain coefficient (SHGC), inclusive of 
framed sash and glazing area, of the glazing systems 
in the standard design shall be 0.40 for HDD < 3,500 
and 0.68 for HDD > 3,500 during periods of mechani- 
cal heating and cooling operation. These fenestration 
system SHGC values shall be multipHed together 
with (added in series to) the interior shading values as 
specified in Section 402.2.3.1.4 to arrive at an overall 
solar heat gain coefficient for the installed glazing 
system. 

Where the SHGC characteristics of the proposed 
fenestration products are not known, the default 
SHGC values given in Table 102.5.2(3) shall be used 
for the proposed design. 

402.2.3.1,4 Interior slliadlngj standard design and 
proposed design. The same schedule of interior 
shading values, expressed as the fraction of the solar 
heat gain admitted by the fenestration system that is 
also admitted by the interior shading, shall be as- 
sumed for the standard and proposed designs. 

The values used for interior shading shall be 0.70 in 
summer, and 0.90 in winter. 

402.2.3.2 Heat storage (thermal mass). The following 
input values, specific to heat storage (thermal mass), 
shall be used in calculating annual energy performance: 

Internal mass: 8 pounds per square foot (39 kg/m^) 

Structural mass: 3.5 pounds per square foot (17 kg/m^) 



402.2.3.3 Building tliermal envelope — surface areas 
and voliame. The input values in Sections 402.2.3.3.1 
through 402.2.3.3.4, specific to building thermal enve- 
lope surface areas, shall be used in calculating annual en- 
ergy performance. 

402.2.3,3,1 Floors, wails, celling. The standard and 
proposed designs shall have equal areas. 

4^2.2.3.3.2 Fonndation and floor type. The founda- 
tion and floor type for both the standard and proposed 
designs shall be equal. 

402.2.3.3.3 Doors. The opaque door area of the stan- 
dard design shall equal that of the proposed design tj 
and shall have a ^/-factor of 0.2 Btu/hr • ft^ • °F [1.14 i 
W/(m2 ■ K)]. 

402.2.3.3.4 BelMIng voMme. The volume of both the 
standard and proposed designs shall be equal. 

402.2.3.4 Heating and cooling controls. Unless other- 
wise specified by local codes, heating and coohng ther- 
niostats shall comply with Table 402.2.3.4 for the 
standard and proposed designs. The input values specific 
to heating and coohng controls, shall be used in calculat- 
ing annual energy performance. 



TABLE 402.2.3.4 
HEMBNG AMD COOLING CO^^TROLS 



PARAWiETER 


STANDARD 
DESIGisJ VALUE 


proposed DESIGN 
VALUE 


Heating 


68°F 


68°F 


Cooling 


78°F 


78°F 


Setback/setup 


5°F 


Maximum of 5 °F 


Setback/setup duration 


6 hours per day 


Maximum of 6 
hours per day 


Number of setback/setup 
periods per unit^ 


1 


Maximum of I 


Maximum number of zones 
per unit^ 


2 


2 


Number of thermostats per 
zone 


1 


1 



where: 
I -Gain 

CFA 
BR 



Internal gains in Btu/day (kWh/day) per 
dwelling unit. 

Conditioned floor area. 

Number of bedrooms. 



For SI: °C = [(°F) -32]/1.8 

a. Units = Number of dwelling units in standard and proposed designs. 

4(0)2o2c3oS lEtemsiI heat gmns. Equation 4-1 shall be 
used to determine the input values, specific to internal 
heat gains, that shall be used in both the standard design 
and the proposed design in calculating annual energy 
performance: 

I-Gain = 17,900 + (23.8 • CFA) + (4140 • BR) 

(Equation 4-1) 
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4(0)2o23,6 Domestic Hioi water (cakimllate, tlhemi conn- 
§ta]nits)o The following input values, specific to domestic 
hot water, shall be used in calculating annual energy per- 
formance. 



120^F(49^C) 
Gallons = (30 a) + (10 



b) 



Temperature set point 

Daily hot water 
consumption 

where: 

a = Number of dwelling units in standard and 
proposed designs. 

b = Number of bedrooms in each dwelling unit. 

4^2o23o7 Site weather data (comistaEts). The typical 
meteorological year (TMY2), or its "ersatz" equivalent, 
from the National Oceanic and Atmospheric Adminis- 
tration (NO A A), or an approved equivalent, for the clos- 
est available location shall be used. 

4(D)2o2,3o8 Forced-air dlstrltoetioim system toss factors 
(DLF)o The heating and cooling system efficiency shall 
be proportionately adjusted for those portions of the 
ductwork located outside or inside the conditioned space 
using the values shown below: 



System Operatlmg Mode 



Heating 
Coohng 



Dnict Locatflont 
Oetslde Emiside 



0.80 
0.80 



1.00 
1.00 



Notes Ducts located in a space that contains a positive 
heating supply or cooling supply, or both, shall be 
considered inside the building envelope. 

Impacts from improved distribution loss factors 
(DLF) shall be accounted for in the proposed design only 
if the entire air distribution system is specified on the 
construction documents to be substantially leak free, and 
is tested after installation to ensure that the installation is 
substantially leak free. "Substantially leak free" shall be 
defined as the condition under which the entire air distri- 
bution system (including the air handler cabinet) is capa- 
ble of maintaining a 0.1-inch w.g. (25 Pa) internal 
pressure at 5 percent or less of the air handler's rated air- 
flow when the return grilles and supply registers are 
sealed off. This test shall be conducted using methods 
and procedures as specified in Section 3 of the SMACNA 
HVAC Air Duct Leakage Test Manual, or by using other, 
similar pressurization test methods and as approved by 
the code official. 

Where test results show that the enfire distribution sys- 
tem is substantially leak free, then seasonal DLFs shall 
be calculated separately for heafing and cooling modes 
using engineering methods capable of considering the 
net seasonal cooling energy heat gain impacts and the net 
seasonal heating energy heat loss impacts that result 
from the portion of the thermal air distribution system 
that is located outside the conditioned space. Once these 



heafing and cooling season "distribution system energy 
impacts" are known, then heating and cooling mode 
DLFs for the proposed design shall be calculated using 
Equations 4-2 and 4-3: 

Total Seasonal Energy = Seasonal Building Energy + 
Distribution System Energy Impacts 

(EqiiatloHH 4=2) 

DLF = Seasonal Building Energy/Total Seasonal En- 
ergy 

(JEquiatioim 4=3) 

Once the DLFs for the heafing and coohng seasons are 
known, the total "adjusted system efficiency" is calcu- 
lated using Equation 4-4: 

Adjusted System Efficiency = (Equipment 
Efficiency DLF Percent of Duct Outside) + (Equip- 
ment Efficiency DLF Percent of Duct Inside) 

(Eqeatioim 4-4) 

Equation 4-4 shall be used to develop adjusted system 
efficiency for each heating and coohng system included 
in the standard design. Where a single system provides 
both heating and coohng, efficiencies shall be calculated 
separately for heating and cooling modes. 

4®2,23c9 Air miMratloEo Annual average air changes 
per hour (ACH) for the standard design shall be deter- 
mined using the following equation: 

ACH = Normalized Leakage x Weather Factor 

(Equiatlomi 4-5) 

where: 

Normalized leakage = 0.57 

and 

Weather factor is determined in accordance with the 
weather factors (W) given by ASHRAE 136, as taken 
from the weather station nearest the building site. 

Where the proposed design takes credit for reduced 
ACH levels, documentation of measures providing such 
reductions, and results of a post-construction 
blower-door test shall be provided to the code official us- 
ing ASTM E 779. No energy credit shall be granted for 
ACH levels below 0.35. 



JolO Fommidlatloe waiMSo When performing annual 
energy analyses for buildings with insulated basement or 
crawl space walls, the design (/-factors taken from Table 
502.2 for these walls of the standard building shall be 
permitted to be decreased by accounting for the /^-values 
of the adjacent soil, provided that the foundation wall 
(/-factor of the proposed building also accounts for the 
/?- value of the adjacent soil. 

4(I])2o2o3oll Heaitmg aiinidl cooMimg system eqelpmeinit elT- 
ideEcy9 stamidsird deslgmio The efficiency of the heating 
and coohng equipment shall meet, but not exceed the 
minimum efficiency requirement in Section 503.2. 
Where the proposed design utilizes an electric resistance 
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space heating system as the primary heating source, the 
standard design shall utilize an air-cooled heat pump that 
meets but does not exceed the minimum efficiency re- 
quirements in Section 503.2. 

Exception: Zonal electric-resistance space heating 
equipment in buildings in Climate Zones la through 
4b as indicated in Table 302.1 

4023 Design. The standard design, conforming to the criteria 
of Chapter 5 and the proposed design, shall be designed on a 
common basis as specified in Sections 402.3.1 through 
402.3.3. 

402.3.1 Units of energy. The comparison shall be expressed 
as Btu input per square foot (W/m^) of gross floor area per 
year at the building site. 

402.3.2 Equivalent energy units. If the proposed design re- 
sults in an increase in consumption of one energy source and 
a decrease in another energy source, even though similar 
sources are used for similar purposes, the difference in each 
energy source shall be converted to equivalent energy units 
for purposes of comparing the total energy used. 

402.3.3 Site energy. The different energy sources shall be 
compared on the basis of energy use at the site where: 1 kWh = 

3,413 Btu. 

402.4 Analysis procedure. The analysis of the annual energy 
usage of the standard and the proposed alternative building and 
system designs shall meet the criteria specified in Sections 
402.4.1 and 402.4.2. 

402.4.1 Load calculations. The building heating and cool- 
ing load calculation procedures used for annual energy con- 
sumption analysis shall be detailed to permit the evaluation 
of effect of factors specified in Section 402.5. 

402.4.2 Simulation details. The calculation procedure used 
to simulate the operation of the building and its service sys- 
tems through a full-year operating period shall be detailed to 
permit the evaluation of the effect of system design, climatic 
factors, operational characteristics, and mechanical equip- 
ment on annual energy usage. Manufacturer's data or com- 
parable field test data shall be used when available in the 
simulation of systems and equipment. The calculation pro- 
cedure shall be based on 8,760 hours of operation of the 
building and its service systems and shall utilize the design 
methods specified in the ASHRAE Fundamentals Hand- 
book. 

402.5 Calculation procedure. The calculation procedure shall 
include the items specified in Sections 402.5.1 through 
402.5.7. 

402.5.1 Design requirements. Environmental require- 
ments as required in Chapter 3. 

402.5.2 Climatic data. Coincident hourly data for tempera- 
tures, soJar radiation, wind and humidity of typical days in 
the year representing seasonal variation. 

402.5.3 Building data. Orientation, size, shape, framing, 
mass, air, moisture and heat transfer characteristics. 

402.5.4 Operational characteristics. Temperature, hu- 
midity, ventilation, illumination and control mode for occu- 
pied and unoccupied hours. 



402.5.5 Mechanical equipment. Design capacity and 
part-load profile. 

402.5.6 Building loads. Internal heat generation, hghting, 
equipment and number of people during occupied and unoc- 
cupied periods. 

402.5.7 Use of approved calculation tool. The same calcu- 
lation tool shall be used to estimate the annual energy usage 
for space heating and coohng of the standard design and the 
proposed design. The calculation tool shall be approved by 
the code official. 

402.6 Documentation. Proposed alternative designs, submit- 
ted as requests for exception to the standard design criteria, 
shall be accompanied by an energy analysis comparison report. 
The report shall provide technical detail on the standard and 
proposed designs and on the data used in and resulting from the 
comparative analysis to verify that both the analysis and the de- 
signs meet the criteria of Chapter 4. 

Exceptions Proposed alternative designs for residential 
buildings having a conditioned floor area of 5,000 square 
feet (464 m^) or less are exempted from the hourly analysis 
described in Sections 402.4 and 402.5. However, a compari- 
son of energy consumption using correlation methods based 
on full-year hourly simulation analysis or other engineering 
methods that are capable of estimating the annual heating, 
cooling and hot water use between the proposed alternative 
design and the standard design shall be provided. 
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5MA Scopeo Residential buildings or portions thereof that en- 
close conditioned space shall be constructed to meet the re- 
quirements of this chapter. 



SECTION 5©2 
ING ENVELOPE REQUIREMENTS 

5(0)2,1 GemerM reqelremnieinittSo The building envelope shall 
comply with the applicable provisions of Sections 502.1.1 
through 502.1.5 regardless of the means of demonstrating en- 
velope compliance as set forth in Section 502.2. 



S((D2oU Moistore comtroL The design shall not create con- 
ditions of accelerated deterioration from moisture 
condensation. Frame walls, floors and ceilings not venti- 
lated to allow moisture to escape shall be provided with an 
approved vapor retarder having a permeance rating of 1 
perm(5.7x 10~^*kg/Pa sm^) or less, when tested in accor- 
dance with the dessicant method using Procedure A of 
ASTM E 96. The vapor retarder shall be installed on the 
warm-in- winter side of the thermal insulation. 

Exceptiomiss 

1 . In construction where moisture or its freezing will 
not damage the materials. 

2. Where the county in which the building is being 
constructed is considered a hot and humid climate 
area and identified as such in Figures 902.1(1) 
through 902.1(51) in Chapter 9 of this code. 

3. Where other approved means to avoid condensa- 
tion in unventilated framed wall, floor, roof and 
ceiling cavities are provided. 

5^2Ao2 Masonury veeeero When insulation is placed on the 
exterior of a foundation supporting a masonry veneer exte- 
rior, the horizontal foundation surface supporting the veneer 
is not required to be insulated to satisfy any foundation insu- 
lation requirement. 

S(iD2clo3 Recessed fliglhltiinig fetareSa When installed in the 
building envelope, recessed lighting fixtures shall meet one 
of the following requirements: 

1 . Type IC rated, manufactured with no penetrations be- 
tween the inside of the recessed fixture and ceiHng 
cavity and sealed or gasketed to prevent air leakage 
into the unconditioned space. 

2. Type IC or non-IC rated, installed inside a sealed box 
constructed from a minimum 0.5 -inch-thick (12.7 
mm) gypsum wallboard or constructed from a pre- 



formed polymeric vapor barrier, or other air-tight as- 
sembly manufactured for this purpose, while main- 
taining required clearances of not less than 0.5 inch 
(12.7 nmi) from combustible material and not less 
than 3 inches (76 mm) from insulation material. 

3. Type IC rated, in accordance with ASTM E 283 ad- 
mitting no more than 2.0 cubic feet per minute (cfm) 
(0.944 L/s) of air movement from the conditioned 
space to the ceiHng cavity. The lighting fixture shall 
be tested at 1 .57 pounds per square foot (psf) (75 Fa) 
pressure difference and shall be labeled. 

50>2olo4 Anr leakageo Provisions for air leakage shall be in 
accordance with Sections 502.1.4.1 and 502.1.4.2. 

S((])2olo4,l Wmdow amd door asseimiMnes. Window and 
door assemblies installed in the building envelope shall 
comply with the maximum allowable air leakage rates in 
Table 502.1.4.1. Q 

Excepdonn: Site-constructed windows and doors 
sealed in accordance with Section 502.1.4.2. 



TABLE 502.1 A1 
ALLOWABLE AIR LEACCAGE RATES^'^ 



WD^SDOWS 

(cfm per square foot of 

window area) 


DOORS 
(cfm per square foot of door area) 


Sliding 


Swinging 


0.3'^' 'I 


0.3^ 


0.5'^''' 



For SI: 1 cfm/ft^ = 5 L/S • m^ 

a. When tested in accordance with ASTM E 283. 

b. See AAMAAVDMA 101/I.S.2. 

c. Requirement based on assembly area. 

d. See NFRC 400. 

5([D2olo4o2 CsmilMeg and sealaimtSo Exterior joints, seams 
or penetrations in the building envelope, that are sources 
of air leakage, shall be sealed with durable caulking ma- 
terials, closed with gasketing systems, taped or covered 
with moisture vapor-permeable housewrap. Sealing ma- 
terials spanning joints between dissimilar construction 
materials shall allow for differential expansion and con- 
traction of the construction materials. 

This includes sealing around tubs and showers, at the 
attic and crawl space panels, at recessed lights and 
around all plumbing and electrical penetrations. These 
are openings located in the building envelope between 
conditioned space and unconditioned space or between 
the conditioned space and the outside. 

5(I])2oIloS FeeestirsiitndDiiii solar CieM gmn coeffideitit In loca- 
tions with heating degree days (HDD) less than 3,500, the 
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combined solar heat gain coefficient (the area- weighted av- 
erage) of all glazed fenestration products (including the ef- 
fects of any permanent exterior solar shading devices) in the 
building shall not exceed 0.4. 

S02.2 Heating and cooling criteria. The building envelope 
shall meet the provisions of Table 502.2. Compliance shall be 
demonstrated in accordance with Section 502.2.1, 502.2.2, 
502.2.3, 502.2.4 or 502.2.5, as applicable. 

Energy measure tradeoffs utilizing equipment exceeding the 
requirements of Section 503, 504 or 505 shall only use the com- 
pliance methods described in Chapter 4. 

TABLE 502.2 
HEATBNG AND COOLING CRiTERBA^ 



ELEiVIENT 


MODE 


DETACHED ONE- 

AND TWO-FASVilLY 

DWELLINGS 


GROUP R-2, 

R-4 0R 

TOWNHOUSES 


IJo 


Vo 


Walls 


Heating or 
cooling 


— 


— 


Roof/ceiling 


Heating or 
cooling 


— 


— 


Floors over 

unheated 

spaces 


Heating or 
cooling 


— 


— 


Heated slab on 

grade^'f 


Heating 


/?-value = 


i?-value = 


Unheated slab on 
grade^'^'^ 


Heating 


/?-value = 


/?- value = 


Basement walP'*' 


Heating or 
cooling 


C/-factor = 


(7-factor = 


Crawl space walF'^ 


Heating or 
cooling 


C/-factor = 


C/-factor = 



For SI: 1 Btu/h • ft^ • °F = 5.678 W/(m2 • K), °C = [(°F)-32]/1.8. 

a. Values shall be determined by using the graphs [Figures 502.2(1), 
502.2(2), 502.2(3), 502.2(4), 502.2(5) and 502.2(6)] using HDD as speci- 
fied in Section 302. 

b. There are no insulation requirements for heated slabs in locations having 
less than 500 HDD. 

c. There are no insulation requirements for unheated slabs in locations hav- 
ing less than 2,500 HDD. 

d. Slab edge insulation is not required for unheated slabs in areas of very 
heavy termite infestation probability in accordance with Section 
502.2. 1 .4, and as shown in Figure 502.2(7). 

e. Basement and crawl space wall ^/-factors shall be based on the wall com- 
ponents and surface air films. Adjacent soil shall not be considered in the 
determination of the (/-factor. 

f Typical foundation insulation techniques can be found in the DOE Build- 
ing Foundation Design Handbook. 



502o2.1 Compliance by performaLiice osi ai 
component basis. Each component of the building enve- 
lope shall meet the provisions of Table 502.2 as provided in 
Sections 502.2.1.1 through 502.2.1.6. 

5ll2o2,lol Walls. The combined thermal transmittance 
value {U^ of the gross area of exterior walls shall not ex- 
ceed the value given in Table 502.2. Equation 5-1 shall be 



used to determine acceptable combinations to meet this 
requirement: 

(f/,x Aj + (f/^ X Aj +{U, X AJ 



U. = 



where: 



(Equation 5-1) 



U^ = The average thermal transmittance of the gross 
area of the exterior walls. 

Ao = The gross area of exterior walls. 

U^ = The combined thermal transmittance of the 
various paths of heat transfer through the 
opaque exterior wall area. 

A^ = Area of exterior walls that are opaque. 

Ug = The combined thermal transmittance of all 

glazing within the gross area of exterior walls. 

Ag = The area of all glazing within the gross area of 
exterior walls. 

U^ = The combined thermal transmittance of all 

opaque doors within the gross area of exterior 
walls. 

Aj = The area of all opaque doors within the gross 
area of exterior walls. 

Notes: (1) When more than one type of wall, window or 
door is used, the U and A terms for those items shall be 
expanded into subelements as: 

(Eqiaation 5-2) 

(2) Access doors or hatches in a wall assembly shall be 
included as a subelement of the wall assembly. 

5ll2o2JJol Steel stud framed walls. When the walls 
contain steel stud framing, the value of U^ used in 
Equation 5-1 shall be recalculated using a series path 
procedure to correct for parallel path thermal bridg- 
ing. The U^ for purposes of Equation 5- 1 of steel stud 
walls shall be determined as follows: 



(t/,1 A,i) + (^,2^,2) + (f/w3A>v3) +... (etc.) 



U,., = 



1 



(Eqiiation 5=3) 



[R, + (R,„, X FJ] 



where: 



R, = The total thermal resistance of the elements 
comprising the wall assembly along the path 
of heat transfer, excluding the cavity 
insulation and the steel stud. 

Ri„, = The R-valuQ of the cavity insulation. 

F^ = The correction factor listed in Table 
502.2.1.1.1. 

Exception: Overall system tested U^ values for 
steel stud framed walls from approved laborato- 
ries, when such data are acceptable to the code offi- 
cial. 
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ANNUAL FAHRENHEIT HEATING DEGREE DAYS, BASE 65T (in thousands) 



For SI: 1 Btu/h • ft^ • °F = 5.678W/(m2 • K), °C = [(°F)-32]/1.8. 



FIGURE 502.2(1) 
([/o-FACTORS— WALLS: RESflDEMTDAL BOflLDfli^GS 
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ANNUAL FAHRENHEIT HEATING DEGREE DAYS, BASE 65T (in thousands) 
For SI: 1 Btu/li • ft^ • °F = 5.678W/(m2 ■ K), °C = [(°F)-32]/1.8. 

FDGURE 502.2(2) 
Oo-FACTORS— ROOF/CEDLDC^GS 
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ANNUAL FAHRENHEIT HEATING DEGREE DAYS, BASE 65T (in thousands) 



For SI: 1 Btu/h • ft^ • °F = 5.678W/(m2 - K), °C = [(°F)-32]/1.8. 



FIGURE 502.2(3) 
R-VALUES— SLAB ON GRADE 
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ANNUAL FAHRENHEIT HEATING DEGREE DAYS, BASE 65°F (in thousands) 



For SI: 1 Btuyli • ft^ • °F = 5.678W/(m2 • K), °C = [(°F)-32]/1.8. 



FIGURE 502.2(4) 
Oo-FACTORS— FLOOR OVER Oi^SHEATED SPACES 
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ANNUAL FAHRENHEIT HEATING DEGREE DAYS, BASE 65T (in thousands) 



For SI: 1 Btu/h • f^ • °F = 5.678W/(m2 • K), °C = [(°F)-32]/1.8. 



FiGURE 502.2(5) 
y-FACTORS— CRAWL SPACE WALLS 
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ANNUAL FAHRENHEIT HEATING DEGREE DAYS, BASE 65T (in thousands) 
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RESIOENTDAL — C©MP©iS3E[(y3T PERFORMANCE APPROACH 



TABLE 502.2 J. 1.1 

Fc VALUES FOR WALL SECTGOMS WDTH STEEL STUDS 

PARALLEL PATH CORRECTDOM FACTORS 



NOWiONAL 
STUD SDZE^ 


SPACDNG OF 
FRAMDNG 
(inches) 


CAVITY INSULATOON 
;?-VALUE 


CORRECTBON 
FACTOR 


2x4 


16o.c. 


R-11 
R-13 

R-15 


0.50 
0.46 
0.43 


2x4 


24 o.c. 


R-11 
R-13 
R-15 


0.60 
0.55 
0.52 


2x6 


16 0.C. 


R-19 
R-21 


0.37 
0.35 


2x6 


24 o.c. 


R-19 
R-21 


0.45 
0.43 


2x8 


16 o.c. 


R-25 


0.31 


2x8 


24 o.c. 


R-25 


0.38 



For SI: 1 inch = 25.4 mm. 

a. Applies to steel studs up to a maximum thickness of 0.064 inches (16 
gage). 



5([D2o2clolo2 Mass waflllSo When thermal mass credit is 
desired for an exterior wall having a heat capacity 
greater than or equal to 6 Btu/ft^ • T [1.06 kJ/(m2 • 
K)] , the U^ for such a wall shall be less than or equal to 
the applicable value in Table 502.2.1.1.2(1), 
502.2.1.1.2(2) or 502.2.1.1.2(3) based on the U^ re- 
quired for an exterior wall having a heat capacity less 
than6Btu/ft2 • °F[1.06kJ/(m2 • K)] as determined by 
Section 502.2. 1 . 1 , Equation 5- 1 and Figure 502.2( 1). 

Notes Masonry or concrete walls having a mass 
greater than or equal to 30 Ib/ft^ (146 kg/m^) of ex- 
terior wall area and solid wood walls having a mass 
greater than or equal to 20 Ib/ft^ (98 kg/m^) of exte- 
rior wall area have heat capacities equal to or ex- 
ceeding 6 Btu/ft^ • °F[1.06kJ/(m2 . K)] of exterior 
wall area. 

The heat capacity of the wall shall be determined 
using Equation 5-4 as follows: 

//C = w X c 

where: 



(EqiflMioini 5=4) 



HC = Heat capacity of the exterior wall, Btu/ft^ • °F 
[kJ/(m2 • K)] of exterior wall area. 

w = Mass of the exterior wall, Ib/ft^ (kg/m^) of ex 
terior wall area is the density of the exterior 
wall material, Ib/ft^ (kg/m^) multiphed by the 
thickness of the exterior wall, ft (m). 

c = Specific heat of the exterior wall material, 

Btu/lb • ^F [kJ/(kg • K)] of exterior wall area 
as determined from Chapter 24 of the 
ASHRAE Fundamentals Handbook. 



5([D2o2olo2 EdDol^ceMmgo The combined thermal transmit- 
tance value (U^) of the gross area of the roof or ceihng as- 
sembly shall not exceed the value given in Table 502.2. 
Equation 5-5 shall be used to determine acceptable com- 
binations to meet this requirement. 



U^ = 



(U, xA,)^{U, xA,) 



where: 

U. = 



A. = 



U, = 



A, = 



U. = 



A. = 



(Uri X A,,^) + (^^2 X Ar2) + ... etc. 



^. = 



(0.864 X R.^J -H 0330 



where: 

Ri„, = The /?- value of the cavity insulation, 
h • ft2 • °F/Btu. 



O 



(EqunatflOE 5-5) 



The average thermal transmittance of the gross 
roof/ceiling area, Btu/h • ft^ ■ T [WI(m^ • K)]. 

The gross area of the roof/ceihng assembly, 
square feet (m^). 

The combined thermal transmittance of the 
various paths of heat transfer through the 
opaque roof/ceiling area, Btu/h ■ ft^ • °F 
[W/(m2 • K)]. 

Opaque roof/ceiling assembly area, 
square feet (m^). 

The combined thermal transmittance of the area 
of all skylight elements in the roof/ceiling 
assembly (See Section 502.2.1.2.1), 
Btu/h • ft2 • °F [W/(m2 • K)]. 

The area (including frame) of all skylights in 
the roof/ceihng assembly, square feet (m^). 
(see Section 502.2.1.2.1). 

(1) When more than one type of roof/ceiling 
and/or skylight is used, the U and A terms for those items 
shall be expanded into their subelements as in Equation 
5-6: 



(Equjiaitioini 5-6) 



(2) Access doors or hatches in a roof/ceiling assembly 
shall be included as a subelement of the roof/ceiling as- 
sembly. 

(3)When the roof/ceiling assembly contains 
cold-formed steel truss framing, the L^^^ value to be used 
in Equation 5-5 shall be determined by Equation 5-7, 
5-8, or 5-9. These equations apply to cold-formed steel 
truss roof framing spaced at 24 inches (609 mm) on-cen- 
ter and where the penetrations of the truss members 
through the cavity insulation do not exceed three pene- 
trations for each 4-foot (1220 mm) length of the truss. 

For constructions without foam between the drywall 
and bottom chord of the steel truss use Equation 5-7: 

(EqanaMoim 5=7) 
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TABLE 502.2.1.1.2(1) 

REQUIRED U^ FOR WALL WITH A HEAT CAPAC8TY EQUAL 

TO OR EXCEEDING 6 Btu/ft^ °f WITH INSULATBON 

PLACED ON THE EXTERIOR OF THE WALL MASS 



HEATING 

DEGREE 

DAYS 


Uy^, REQUIRED FOR WALLS WITH A HEAT CAPACITY LESS THAN 6 Btu/ft^ • °F AS DETERMINED 
BY USING EQUATION 5-1 AND FIGURE 502.2(1) 


0.24 


0.22 


0.20 


0.18 


0.16 


0.14 


0.12 


0.10 


0.08 


0.06 


0.04 


- 2,000 


0.33 


0.31 


0.28 


0.26 


0.23 


0.21 


0.18 


0.16 


0.13 


0.11 


0.08 


2,001 - 4,000 


0.32 


0.30 


0.27 


0.25 


0.22 


0.20 


0.17 


0.15 


0.13 


0.10 


0.08 


4,001-5,500 


0.30 


0.28 


0.25 


0.23 


0.21 


0.18 


0.16 


0.14 


0.11 


0.09 


0.07 


5,501 - 6,500 


0.28 


0.26 


0.23 


0.21 


0.19 


0.17 


0.15 


0.12 


0.10 


0.08 


0.06 


6,501 - 8,000 


0.26 


0.24 


0.22 


0.19 


0.17 


0.15 


0.13 


0.11 


0.09 


0.07 


0.05 


> 8,000 


0.24 


0.22 


0.20 


0.18 


0.16 


0.14 


0.12 


0.10 


0.08 


0.06 


0.04 



For SI: °C = [( °F)-32]/1.8, 1 Btu/ft^ • °F = 0.176 kJ/(m2 • °K). 



TABLE 502.2.1.1.2(2) 

REQUIRED U^fOR WALL WDTH A HEAT CAPACITY EQUAL 

TO OR EXCEEDING 6 Btu/ft^ • °F WITH BNSULATION 

PLACED ON THE INTERIOR OF THE WALL MASS 



HEATING 

DEGREE 

DAYS 


UNREQUIRED FOR WALLS WITH A HEAT CAPACITY LESS THAN 6 Btu/ft^ • ^F AS DETERMINED 
BY USING EQUATION 5-1 AND FIGURE 502.2(1) 


0.24 


0.22 


0.20 


0.18 


0.16 


0.14 


0.12 


0.10 


0.08 


0.06 


0.04 


- 2,000 


0.29 


0.27 


0.25 


0.22 


0.20 


0.17 


0.15 


0.12 


0.09 


0.07 


0.04 


2,001-4,000 


0.28 


0.26 


0.24 


0.21 


0.19 


0.16 


0.14 


0.12 


0.09 


0.07 


0.04 


4,001 - 5,500 


0.27 


0.25 


0.23 


0.21 


0.19 


0.16 


0.14 


0.11 


0.09 


0.07 


0.04 


5,501 - 6,500 


0.26 


0.24 


0.22 


0.20 


0.17 


0.15 


0.13 


0.11 


0.09 


0.06 


0.04 


6,501 - 8,000 


0.25 


0.23 


0.21 


0.19 


0.17 


0.14 


0.12 


0.10 


0.08 


0.06 


0.04 


> 8,000 


0.24 


0.22 


0.20 


0.18 


0.16 


0.14 


0.12 


0.10 


0.08 


0.06 


0.04 



For SI: °C = [(°F)-32]/I.8, 1 Btu/ft^ • °F = 0.176 kJ/Cm^ • °K). 



TABLE 502.2.1.1.2(3) 

„ ;? WALL WBTH A HEAT ( 

TO OR EXCEEDING 6 Btu/ft^ ■ °f WITH INTEGRAL 
INSULATION (INSULATBON AND MASS MBXED, SUCH AS A LOG WALL) 



HEATING 

DEGREE 

DAYS 


U^ REQUIRED FOR WALLS WDTH A HEAT CAPACITY LESS THAN 6 Btu/ft^ • °F AS DETERMINED 
BY USING EQUATION 5-1 AND FIGURE 502.2(1) 


0.24 


0.22 


0.20 


0.18 


0.16 


0.14 


0.12 


0.10 


0.08 


0.06 


0.04 


- 2,000 


0.33 


0.31 


0.28 


0.25 


0.23 


0.20 


0.17 


0.15 


0.12 


0.09 


0.07 


2,001-4,000 


0.32 


0.30 


0.27 


0.24 


0.22 


0.19 


0.17 


0.14 


0.11 


0.09 


0.06 


4,001 - 5,500 


0.30 


0.28 


0.26 


0.23 


0.21 


0.18 


0.16 


0.13 


0.11 


0.08 


0.06 


5,501 -6,500 


0.28 


0.26 


0.24 


0.21 


0.19 


0.17 


0.14 


0.12 


0.10 


0.08 


0.05 


6,501 - 8,000 


0.26 


0.24 


0.22 


0.20 


0.18 


0.15 


0.13 


0.11 


0.09 


0.07 


0.05 


> 8,000 


0.24 


0.22 


0.20 


0.18 


0.16 


0.14 


0.12 


0.10 


0.08 


0.06 


0.04 



For SI: °C = [(°F)-32]/1.8, 1 Btu/ft^ • °F = 0.176 k5/{m^ ■ °K). 



26 



2003 BNTERNATDONAL ENERGY CONSERVATION CODE® 



RESSOEE^TDAL — COMPOE^EE^T PERFOeHAI^CE APPROACH 



For constructions with R-3 foam between the dry wall 
and bottom chord of the steel truss use Equation 5-8: 

1 (EqeatflOE 5=8) 



U, = 



(0.864 X R.^J + 4.994 



For constructions with R-5 foam between the dry wall 
and bottom chord of the steel truss use Equation 5-9: 



^. = 



1 



(0.864 X /?,^J -H 7.082 



(EquflatnoE 5-9) 



Overall system tested Ui^ values for 
roof/ceiling assemblies from approved laboratories, 
when such data are acceptable to the code official. 

(4)When the roof/ceihng assembly contains conven- 
tional C-shaped cold-formed joist/rafter steel framing, 
the L^/f value to be used in equation 5-5 shall be deter- 
mined Equation 5-10 as follows: 



u, - 



1 



(Eqinatnom 5-lffl) 



K + 



(K 



X F„ 



) 



where: 

Rs = The total thermal resistance of the elements of 
roof/ceiling construction, in a series along the 
path of heat transfer, excluding the cavity 

insula- 
tion and the steel framing, h • ft^ • °F/Btu. 

Ri^ = The /?- value of the cavity insulation, 
h • ft2 • T/Btu. 

F^^^ = The correction factor listed in Table 
502.2.1.2, dimensionless. 

Exceptioinis Overall system tested 11}^ values for 
roof/ceiling assemblies from approved laboratories, 
when such data are acceptable to the code official. 



502o2ol,2ol SkyllghtSo Skylight shafts, 12 inches (305 
mm) in depth and greater, shall be insulated to no less 
than R- 1 3 in climates - 4,000 HDD and R- 1 9 in cli- | 
mates greater than 4,000 HDD. The skyUght shaft 
thermal performance shall not be included in the roof 
thermal transmission coefficient calculation. 

5f)2o2olo3 FfliDdDrs over mmlTieated spsiceSo The combined 
thermal transmittance factor (UJ of the gross area of 
floors over unheated spaces shall not exceed the value 
given in Table 502.2. For floors over outdoor air (i.e., 
overhangs), f/^-f actors shall not exceed the value for 
roofs given in Table 502.2. Equation 5-11 shall be used to 
determine acceptable combinations to meet this require- 
ment. 



U^ = 



(Uf, X A^,) + (^^2 X ^/2 



) + K -h(- 



(Edsnnatloni 5=11) 



where: 



U. 



= The average thermal transmittance of the gross 
floor area, Btu/h • ft^ • T [W/(m^ • K)]. 

= The gross area of the different floor assemblies, 
square feet (m^). 

The combined thermal transmittance of the 
various paths of heat transfer through the n^^ 
floor assembly, Btu/h • ft^ • T [W/(m2 • K)]. 

The area associated with the n^ floor assembly, 
square feet (m^). 

Notes Access doors or hatches in a floor assembly shall 
be included as a subelement of the floor assembly. 

Exceptlomiss When the floor assembly contains 
C-shaped, cold-formed steel framing, the value of Uf^ 
used in Equation 5-11 shall be recalculated using a se- 



U^ = 



^fn — 



TABLE 502.2 J .2 
CORRECTIOffvS FACTORS (F^or) FOB ROOF/CEDUNG ASSEiiBLlES 



MEMBER 
SBZE^ 


SPACDNG OF 

FRAMBNG iWEWIBERS'' 

(BNCHES) 


CAVBTY INSULATBON R-VALUE 


R-19 


R-30 


R-38 


R-49 


2x4 


16 O.C. 


0.90 


0.94 


0.95 


0.96 


2x6 


0.70 


0.81 


0.85 


0.88 


2x8 


0.35 


0.65 


0.72 


0.78 


2x10 


0.35 


0.27 


0.62 


0.70 


2x12 


0.35 


0.27 


0.51 


0.62 


2x4 


24 O.C. 


0.95 


0.96 


0.97 


0.97 


2x6 


0.78 


0.86 


0.88 


0.91 


2x8 


0.44 


0.72 


0.78 


0.83 


2x10 


0.44 


0.35 


0.69 


0.76 


2x12 


0.44 


0.35 


0.61 


0.69 



For SI: 1 inch = 25.4 mm. 

a. Applies to steel framing members up to a maximum thickness of 0.064 inches (16 gage). 

b. Linear interpolation for determining correction factors which are intermediate between those given in the table is permitted. 
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ries of path procedure to correct for parallel path ther- 
mal bridging. The Up, for purposes of Equation 5-11 
for C- shaped, cold-formed steel-framing construc- 
tion shall be determined using Equation 5-12 as fol- 
lows: 



^Jn = 



1 



(EqeatloE 5=12) 



R^ + 



(«. 



X F . 



where: 
R^ = 



The total thermal resistance of the elements of 
floor construction, in series along the path of 
heat transfer, excluding the cavity insulation and 
the steel joist, h • ft^ -T/Btu. 

/?,„^ = The /?- value of the cavity insulation, 
h • ft^ • °F/Btu. 

F^^^ = The correction factor Hsted in Table 502.2.1.3, 
dimensionless. 

ExceptloHi: Overall system tested Uj^ values for steel- 
framed floors from approved laboratories, when such 
data are acceptable to the code official. 

502o2,1.4 Slab-OE-grade floors. The thermal resistance 
of the insulation around the perimeter of the floor shall 
not be less than the value given in Table 502.2. Where in- 
sulation is not required in accordance with Footnote d to 
Table 502.2, building envelope compliance shall be dem- 
onstrated by using Section 502.2.2 or Chapter 4 with the 
actual slab insulation /?-value in Table 502.2; or using 
Section 502.2.4. 

Insulation shall be of an approved type, and placed on 
the outside of the foundation or on the inside of a founda- 
tion wall. In climates below 6,000 annual Fahrenheit 
HDD, the insulation shall extend downward from the ele- 



vation of the top of the slab for a minimum distance of 24 
inches (610 mm) or downward to at least the bottom of 
the slab and then horizontally to the interior or exterior 
for a minimum total distance of 24 inches (610 mm). In 
all climates equal to or greater than 6,000 HDD, the insu- 
lation shall extend downward from the elevation of the 
top of the slab for a minimum of 48 inches (1219 mm) or 
downward to at least the bottom of the slab and then hori- 
zontally to the interior or exterior for a minimum total 
distance of 48 inches (1219 mm). In all climates, hori- 
zontal insulation extending outside of the foundation 
shall be covered by pavement or by soil a minimum of 10 
inches (254 mm) thick. The top edge of the insulation in- 
stalled between the exterior wall and the edge of the 
interior slab shall be permitted to be cut at a 45-degree 
(0.8 rad) angle away from the exterior wall. 

5012.2, IcS Crawl space walls. If the floor above a crawl 
space does not meet the requirements of Section 
502.2.1.3 and the crawl space does not have ventilation 
openings that communicate directly with the outside air, 
then the exterior walls of the crawl space shall have a 
thermal transmittance value not exceeding the value 
given in Table 502.2. Where the inside ground surface is 
12 inches (305 mm) or greater below the outside finish 
ground level, insulation shall extend from the top of the 
wall to at least the inside ground surface [see Appendix 
Detail 502.2.1.5(1) and the DOE Foundation Design 
Handbook]. Where the inside ground surface is less than 
12 inches (305 mm) below the outside finish ground 
level, insulation shall extend from the top of the crawl 
space wall to the top of the footing [see Appendix Detail 
502.2.1.5(2) and the DOE Foundation Design Hand- 
book]. 



T 
CORRECTBON FACTORS ( 


^BLE 502.2.1.3 

Fcor) FOR STEEL FLOOR ASSEGVaBLBES 




MEMBER 
SIZE^ 


SPACING OF 
FRAMING 

members'' 

(INCHES) 


CAVITY aNSULATION ff-VALUE 


R-19 


R-30 


R^8 


2x6 


16o.c. 


0.70 


Not Applicable 


Not Applicable 


2x8 


0.35 


Not Applicable 


Not Applicable 


2x10 


0.35 


0.27 


Not Applicable 


2x12 


0.35 


0.27 


0.24 


2x6 


24 o.c. 


0.78 


Not Applicable 


Not Applicable 


2x8 


0.44 


Not Applicable 


Not Applicable 


2x 10 


0.44 


0.35 


Not Applicable 


2x12 


0.44 


0.35 


0.32 



For SI: 1 inch = 25.4 mm. 

a. Applies to steel framing members up to a maximum thickness of 0.064 inches (16 gage). 

b. Linear interpolation is permitted for determining correction factors which are between those given in the table. 
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5€>2o2ol,6 Basememit walflSo The exterior walls of condi- 
tioned basements shall have a transmittance value not ex- 
ceeding the value given in Table 502.2 from the top of the 
basement wall to a depth of 10 feet (3048 nmi) below the 
outside finish ground level, or to the level of the basement 
floor, whichever is less. 

S€)2o2o2 Commpllsumce hj tottafl talMinBg envelope perlFor- 
msiiniceo The building envelope design of a proposed build- 
ing shall be permitted to deviate from the [/^-factors, 
^/-factors, or i?- values specified in Table 502.2, provided the 
total thermal transmission heat gain or loss for the proposed 
building envelope does not exceed the total heat gain or loss 
resulting from the proposed building's conformance to the 
values specified in Table 502.2. For basement and crawl 
space walls that are part of the building envelope, the f/-fac- 
tor of the proposed foundation shall be adjusted by the 
/?-value of the adjacent soil where the corresponding f/-fac- 
tor in Table 502.2 is similarly adjusted. Heat gain or loss cal- 
culations for slab edge and basement or crawl space wall 
foundations shall be determined using methods consistent 
with the ASHRAE Fundamentals Handbook. 

5([D2o2o3 Complkmce by accepttalbk piractke om ae mdn= 
vMnnail compoeeinit IbasnSo Each component of the building 
envelope shall meet the provisions of Table 502.2 as pro- 
vided in Sections 502.2.3.1 through 502.2.3.6. The various 
walls, roof and floor assemblies described in Section 
502.2.3 are typical and are not intended to be all inclusive. 
Other assemblies shall be permitted, provided documenta- 
tion is submitted indicafing the thermal transmittance value 
of the opaque section. Documentation shall be in accor- 
dance with accepted engineering practice. 

5(IJ2Jo3 J WallDs, The U^ of the exterior wall shall be de- 
termined in accordance with Equation 5-13. 

{UfXAf)-^U^ x(100-AJ 



u 



100 



(Equnatnoini S=13) 



where: 

U^ = The overall thermal transmittance of the gross 
exterior wall area. 

Uf = The average thermal transmittance of the glaz- 
ing area. 

Glazing Area 

^ Gross Exterior Wall Area X 100 

(E(qiRiLati<0)ira 5-14) 

U^ = The average thermal transmittance of the 
opaque exterior wall area. 

The ^/-factor for the opaque portion of the exterior 
wall {UJ shall meet the provisions of Table 502.2 as de- 
termined by Equation 5-13, and be selected from Table 
502.2.3.1(1), 502.2.3.1(2) or 502.2.3.1(3) listed in the 
Appendix. The glazing L^- factor (Uf) and the percentage 
of glazing area (Ay) shall consist of all glazed surfaces in 
the building envelope measured using the rough opening 



and including the sash, curbing and other framing ele- 
ments that enclose conditioned spaces. The value of Uf 
shall be determined in accordance with Section 102.5.2. 
Opaque doors in the building envelope shall have a maxi- 
mum [/-factor of 0.35. One door shall be exempt from 
this requirement. 

Exceptnoimss 

1. When the exterior wall(s) is comprised of steel 
stud framing members, the procedure con- 
tained in Section 502.2.1.1.1 shall be used to 
adjust the (/-factor of the opaque sections of 
such walls prior to selection of the appropriate 
acceptable practice(s) from Appendix Table 
502.2.3.1(1). 

2. When the thermal mass of the exterior building 
walls is considered, the procedure contained in 
Section 502.2.1.1.2 shall be used to adjust the 
[/-factor of the opaque sections of such walls 
prior to the selection of the appropriate accept- 
able practice(s) from Table 502.2.3.1(2) or 
502.2.3.1(3) Hsted in the Appendix. 

5(ID2o2o3o2 R(D©f/cen]lninigo The roof/ceiling assembly shall 
be selected from Appendix Table 502.2.3.2 for a thermal 
transmittance value not exceeding the value specified for 
roofs/ceilings in Table 502.2. 

ExcepMioini^ When the roof/ceiling is comprised of as- 
semblies containing truss type or C-shaped, 
cold-formed steel-framing members, the procedure 
outUned in Section 502.2.1.2 shall be used to adjust 
the roof/ceiling (/-factor before selecting a roof/ceil- 
ing assembly from Appendix Table 502.2.3.2. 

5(D2o2o3o3 Floors over nimilheaited spaceSc The floor sec- 
tion over an unheated space shall be selected from Ap- 
pendix Table 502.2.3.3 for the overall thermal 
transmittance factor (U^) not exceeding the value speci- 
fied for floors over unheated spaces in Table 502.2. For 
floors over outdoor air (i.e., overhangs), (/^-factors for 
heating shall meet the same requirement as shown for 
roofs/ceilings in Table 502.2. 

ExcepMoims When the floor is comprised of C-shaped, 
cold-formed steel-framing members, the procedure 
outlined in Section 502.2.1.3 shall be used to adjust 
the floor (/-factor before selecting a floor assembly 
from Appendix Table 502.2.3.3. 



=OE-gradle floors, Slab-on-grade floors 
shall meet the provisions of Table 502.2 as determined by 
Section 502.2.1.4. 



5(ID2,2o3oS Crawl space walfls. Where the floor above a 
crawl space does not meet the requirements of Section 
502.2.3.3 and the crawl space does not have ventilation 
openings that communicate directiy with the outside air, 
then the exterior walls of the crawl space shall have a 
thermal transmittance value not exceeding the value 
given in Table 502.2. The (/-factor of the exterior crawl 
space wall shall be determined by selecting the (/-factor 
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for the appropriate crawl space wall section for Appen- 
dix Table 502.2.3.5.Where the inside ground surface is 
12 inches (305 mm) or greater below the outside finish 
ground level, insulation shall extend from the top of the 
wall to at least the inside ground surface [see Appendix 
Detail 502.2.1.5(1) and the DOE Foundation Design 
Handbook]. Where the inside ground surface is less than 
12 inches (305 mm) below the outside finish ground 
level, insulation shall extend from the top of the crawl 
space wall to the top of the footing [see Appendix Detail 
502.2.1.5(2) and the DOE Foundation Design Hand- 
book]. 

502.2.3,6 Basement walls. The exterior walls of condi- 
tioned basements shall have a thermal transmittance 
value not exceeding the value given in Table 502.2 from 
the top of the basement wall to a depth of 10 feet (3048 
mm) below grade, or to the level of the basement floor, 
whichever is less. The f/-f actor of the wall shall be deter- 
mined by selecting the tZ-factor for the wall section from 
Appendix Table 502.2.3.6. 

502.2.4 Compliance by prescriptive specification on an 
iindividua! component basis. For buildings with a window 
area less than or equal to 8 percent, 12 percent, 15 percent, 
18 percent, 20 percent or 25 percent (detached one- and 
two-family dwellings) or 20 percent, 25 percent or 30 per- 



cent (Group R-2, R-4 or townhouse residential buildings) of 1 1 
the gross exterior wall area, the thermal resistance of insula- 
tion apphed to the opaque building envelope components 
shall be greater than or equal to the minimum 7?- values, and 
the area- weighted average thermal transmittance (L^- factor) 
of all fenestration assemblies (other than opaque doors 
which are governed by Section 502.2.4.6) shall be less than 
or equal to the maximum ^/-factors shown in Table 
502.2.4(1), 502.2.4(2), 502.2.4(3), 502.2.4(4), 502.2.4(5), 
502.2.4(6), 502.2.4(7), 502.2.4(8), or 502.2.4(9), as appH- 
cable. Sections 502.2.4.1 through 502.2.4.19 shall apply to 
the use of these tables. 

502.2.4. 1 Walls. The sum of the thermal resistance of 
cavity insulation plus insulating sheathing (if used) shall 
meet or exceed the "Exterior wall ^-value." 

502.2.4.2 Wood construction only. The tables shall only 
be used for wood construction. 

502.2.4.3 Window area. The actual window area of a 
proposed design shall be computed using the rough 
opening area of all skylights, above-grade windows and, 
where the basement is conditioned space, any basement 
windows. 

502.2.4.4 Window area, exempt. One percent of the to- 
tal window area computed under Section 502.2.4.3 shall 
be exempt from the "Glazing L^-factor*' requirement. 



PRESCRIPTIVE BUILDING ENVELOPE 
WINDOW AREA 8 



TABLE 502.2.4(1) 
REQUIREMENTS, DETACHED ONE- AND TWO-FAMILY DWELLINGS 
PERCENT OF GROSS EXTERIOR WALL AREA 



ZONE 


HEATING 
DEGREE DAYS 


MAXIMUM 


MINIMUM 


Glazing 
y-factor 


Ceiling 
ff-value 


Exterior wall 
fl-value 


Floor 
R-value 


Basement wall 
R-value 


Slab perimeter 
R-ya\ue and depth 


Crawl space wall 
R-value 


1 


0-499 


Any 


R-13 


R-11 


R-11 


R-0 


R-0 


R-0 


2 


500 - 999 


Any 


R-19 


R-U 


R-11 


R-0 


R-0 


R-4 


3 


1,000- 1,499 


Any 


R-19 


R-11 


R-11 


R-0 


R-0 


R-5 


4 


1,500-1,999 


Any 


R-19 


R-11 


R-11 


R-5 


R-0 


R-5 


5 


2,000 - 2,499 


0.90 


R-19 


R-11 


R-11 


R-5 


R-0 


R-6 


6 


2,500 - 2,999 


0.70 


R-26 


R-11 


R-11 


R-5 


R-0 


R-6 


7 


3,000 - 3,499 


0.70 


R-26 


R-11 


R-13 


R-5 


R-0 


R-6 


8 


3,500-3,999 


0.65 


R-30 


R-11 


R-13 


R-6 


R-2, 2 ft. 


R-7 


9 


4,000 - 4,499 


0.59 


R-30 


R-11 


R-15 


R-8 


R-2, 2 ft. 


R-9 


10 


4,500 - 4,999 


0.55 


R-30 


R-13 


R-15 


R-8 


R-2, 2 ft. 


R-12 


11 


5,000 - 5,499 


0.52 


R-30 


R-13 


R-19 


R-9 


R-7, 2 ft. 


R-16 


12 


5,500 - 5,999 


0.45 


R-38 


R-13 


R-19 


R-9 


R-7, 2 ft. 


R-16 


13 


6,000 - 6,499 


0.45 


R-38 


R-16 


R-19 


R-10 


R-7, 4 ft. 


R-16 


14 


6,500 - 6,999 


0.43 


R-38 


R-16 


R-19 


R-10 


R-7, 4 ft. 


R-16 


15 


7,000 - 8,499 


0.42 


R-38 


R-16 


R-19 


R-11 


R-8, 4 ft. 


R-16 


16 


8,500 - 8,999 


0.42 


R-38 


R-16 


R-19 


R-16 


R-8, 4 ft. 


R-16 


17 


9,000-12,999 


0.42 


R-38 


R-16 


R-19 


R-16 


R-11, 4 ft. 


R-16 



For SI: 1 foot = 304.8 mm. 
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TABLE 502.2.4(2) 

PRESCROPTSVE BUBLOSNG EiSSVELOPE RE0U!REi\flEiV3TS, DETACHED ONE- Ai^D TWO-FAIVIiLY DWELLBWGS 

WBMDOW AREA 12 PERCENT OF GROSS EXTERIOR WALL AREA 



ZONE 


HEATING 
DEGREE DAYS 


MAXIMUM 


MONBMUM 


Glazing 
Wactor 


Ceiling 
^-value 


Exterior wall 
/?-value 


Floor 
H-value 


Basement wall 
W-value 


Slab perimeter 
^-value and depth 


Crawl space wall 
W"value 


1 


0-499 


Any 


R-13 


R-U 


R-11 


R-0 


R-0 


R-0 


2 


500 - 999 


Any 


R-19 


R-11 


R-11 


R-0 


R-0 


R-4 


3 


1,000-1,499 


0.75 


R-19 


R-11 


R-U 


R-0 


R-0 


R-5 


4 


1,500-1,999 


0.75 


R-19 


R-11 


R-U 


R-4 


R-0 


R-5 


5 


2,000 - 2,499 


0.65 


R-19 


R-13 


R-U 


R-5 


R-0 


R-5 


6 


2,500 - 2,999 


0.60 


R-26 


R-13 


R-13 


R-5 


R-0 


R-5 


7 


3,000 - 3,499 


0.60 


R-30 


R-13 


R-15 


R-6 


R-0 


R-6 


8 


3,500 - 3,999 


0.60 


R-30 


R-13 


R-19 


R-8 


R-4, 2 ft. 


R-10 


9 


4,000 - 4,499 


0.55 


R-38 


R-13 


R-19 


R-9 


R-4, 2 ft. 


R-12 


10 


4,500 - 4,999 


0.50 


R-38 


R-14 


R-19 


R-9 


R-5, 2 ft. 


R-16 


11 


5,000 - 5,499 


0.45 


R-38 


R-16 


R-19 


R-9 


R-6, 2 ft. 


R-16 


12 


5,500 - 5,999 


0.45 


R-38 


R-17 


R-19 


R-9 


R-6, 2 ft. 


R-16 


13 


6,000 - 6,499 


0.40 


R-38 


R-18 


R-19 


R-10 


R-6, 4 ft. 


R-16 


14 


6,500 - 6,999 


0.40 


R-49 


R-21 


R-19 


R-10 


R-7, 4 ft. 


R-17 


15 


7,000 - 8,499 


0.40 


R-49 


R-21 


R-19 


R-10 


R-9, 4 ft. 


R-17 


16 


8,500 - 8,999 


0.40 


R-49 


R-21 


R-19 


R-16 


R-9, 4 ft. 


R-17 


17 


9,000 - 12,999 


0.40 


R-49 


R-21 


R-19 


R-16 


R-U, 4 ft. 


R-17 



For SI: 1 foot = 304.8 mm. 



TABLE 502.2.^(3) 





PRESCRDPTflVE BODLDiESiG EgVSVELOPE REQUSREMEfiSSTS, DETACHED ©ESSE- mU TW0-FAGV3DLY DWELUfV3GS 
WBNDOW AREA 15 PERCENT OF GROSS EXTER80R WALL AREA 


ZONE 


HEATING 
DEGREE DAYS 


MAXDMUM 


EyiDNBMOM 


Glazing 
factor 


Ceiling 
^-value 


Exterior wall 
/?-value 


Floor 
f7-value 


Basement wail 
R-ya\ue 


Slab perimeter 
R-value and depth 


Crawl space wall 
W-value 


1 


0-499 


Any 


R-13 


R-U 


R-U 


R-0 


R-0 


R-0 


2 


500 - 999 


0.90 


R-19 


R-U 


R-U 


R-0 


R-0 


R-4 


3 


1,000- 1,499 


0.75 


R-19 


R-U 


R-U 


R-0 


R-0 


R-5 


4 


1,500-1,999 


0.75 


R-26 


R-13 


R-U 


R-5 


R-0 


R-5 


5 


2,000 - 2,499 


0.65 


R-30 


R-13 


R-U 


R-5 


R-0 


R-6 


6 


2,500 - 2,999 


0.60 


R-30 


R-13 


R-19 


R-6 


R-4, 2 ft. 


R-7 


7 


3,000 - 3,499 


0.55 


R-30 


R-13 


R-19 


R-7 


R-4, 2 ft. 


R-8 


8 


3,500 - 3,999 


0.50 


R-30 


R-13 


R-19 


R-8 


R-5, 2 ft. 


R-10 


9 


4,000 - 4,499 


0.45 


R-38 


R-13 


R-19 


R-8 


R-5, 2 ft. 


R-U 


10 


4,500 - 4,999 


0.45 


R-38 


R-16 


R-19 


R-9 


R-6, 2 ft. 


R-17 


U 


5,000 - 5,499 


0.45 


R-38 


R-18 


R-19 


R-9 


R-6, 2 ft. 


R-17 


12 


5,500 - 5,999 


0.40 


R-38 


R-18 


R-21 


R-10 


R-9, 2 ft. 


R-19 


13 


6,000 - 6,499 


0.35 


R-38 


R-18 


R-21 


R-10 


R-9, 4 ft. 


R-20 


14 


6,500 - 6,999 


0.35 


R-49 


R-21 


R-21 


R-U 


R-U, 4 ft. 


R-20 


15 


7,000 - 8,499 


0.35 


R-49 


R-21 


R-21 


R-U 


R-13, 4 ft. 


R-20 


16 


8,500 - 8,999 


0.35 


R-49 


R-21 


R-21 


R-18 


R-14, 4 ft. 


R-20 


17 


9,000-12,999 


0.35 


R-49 


R-21 


R-21 


R-19 


R-18, 4 ft. 


R-20 



For SI: 1 foot = 304.8 mm. 
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TABLE 502.2.4(4) 

PRESCRBPTBVE BUtLDENG ENVELOPE REQUIIREWaENTS, DETACHED ONE- AND TWO-FASVIBLY DWELLBNGS 

WINDOW AREA 18 PERCENT OF GROSS EXTERSOR WALL AREA 



ZONE 


HEATING 
DEGREE DAYS 


iVJAXOiVJUIV] 


MDNIMUiVJ 


Glazing 
(Afactor 


Celling 
W-value 


Exterior wall 
W-value 


Floor 
R-value 


Basement wall 
/?-value 


Slab perimeter 
R-value and depth 


Crawl space wall 
R-value 


1 


0-499 


0.80 


R-19 


R-11 


R-11 


R-0 


R-0 


R-0 


2 


500 - 999 


0.75 


R-19 


R-11 


R-11 


R-0 


R-0 


R-4 


3 


1,000-1,499 


0.70 


R-26 


R-13 


R-11 


R-0 


R-0 


R-5 


4 


1,500-1,999 


0.65 


R-30 


R-13 


R-11 


R-5 


R-0 


R-5 


5 


2,000 - 2,499 


0.55 


R-30 


R-13 


R-11 


R-5 


R-0 


R-6 


6 


2,500 - 2,999 


0.52 


R-30 


R-13 


R-19 


R-6 


R-0 


R-7 


7 


3,000 - 3,499 


0.50 


R-38 


R-13 


R-19 


R-7 


R-0 


R-8 


8 


3,500 - 3,999 


0.46 


R-38 


R-13 


R-19 


R-8 


R-6, 2 ft. 


R-11 


9 


4,000 - 4,499 


0.40 


R-38 


R-13 


R-19 


R-9 


R-6, 2 ft. 


R-13 


10 


4,500-4,999 


0.37 


R-38 


R-15 


R-19 


R-9 


R-6, 2 ft. 


R-16 


11 


5,000 - 5,499 


0.37 


R-38 


R-16 


R-19 


R-9 


R-7, 2 ft. 


R-17 


12 


5,500 - 5,999 


0.37 


R-38 


R-19 


R-19 


R-10 


R-8, 2 ft. 


R-17 


13 


6,000 - 6,499 


0.34 


R-49 


R-22 


R-19 


R-10 


R-8, 4 ft. 


R-17 


14 


6,500 - 6,999 


0.33 


R-49 


R-22 


R-25 


R-11 


R-14,4ft. 


R-19 


15 


7,000 - 8,499 


0.33 


R-49 


R-25 


R-30 


R-15 


Note a 


R-25 


16 


8,500 - 8,999 


0.33 


R-49 


R-25 


R-30 


R-19 


Note a 


R-25 


17 


9,000-12,999 


0.33 


R-49 


R-25 


R-30 


R-19 


Note a 


R-25 



For SI: 1 foot = 304.8 mm. 
a. See Section 502.2.4.13. 



TABLE 502.2.4(5) 

PRESCRIPTDVE BUILDING ENVELOPE REQUBRESV3ENTS, DETACHED ONE- AND TWO-FAMILY DWELLBNGS 

WINDOW AREA 20 PERCENT OF GROSS EXTERIOR WALL AREA 



ZONE 


HEATING 
DEGREE DAYS 


MAXIMUM 


MINIMUM 


Glazing 
L/-factor 


Ceiling 
H-value 


Exterior wall 
W-value 


Floor 
/7-value 


Basement wall 
R-value 


Slab perimeter 
;7-value and depth 


Crawl space wall 
R-value 


1 


0-499 


0.80 


R-19 


R-11 


R-11 


R-0 


R-0 


R-0 


2 


500 - 999 


0.75 


R-30 


R-13 


R-11 


R-0 


R-0 


R-4 


3 


1,000-1,499 


0.70 


R-30 


R-13 


R-11 


R-0 


R-0 


R-5 


4 


1,500-1,999 


0.60 


R-30 


R-13 


R-11 


R-5 


R-0 


R-5 


5 


2,000 - 2,499 


0.52 


R-38 


R-13 


R-11 


R-5 


R-0 


R-6 


6 


2,500 - 2,999 


0.50 


R-38 


R-13 


R-19 


R-6 


R-0 


R-7 


7 


3,000 - 3,499 


0.46 


R-38 


R-13 


R-19 


R-7 


R-0 


R-9 


8 


3,500 - 3,999 


0.42 


R-38 


R-13 


R-19 


R-8 


R-6, 2 ft. 


R-10 


9 


4,000 - 4,499 


0.37 


R-38 


R-13 


R-19 


R-9 


R-6, 2 ft. 


R-13 


10 


4,500 - 4,999 


0.37 


R-38 


R-16 


R-19 


R-9 


R-6, 2 ft. 


R-16 


11 


5,000-5,499 


0.36 


R-38 


R-19 


R-19 


R-9 


R-6, 2 ft. 


R-16 


12 


5,500-5,999 


0.33 


R-49 


R-20 


R-19 


R-10 


R-7, 2 ft. 


R-17 


13 


6,000 - 6,499 


0.31 


R-49 


R-24 


R-19 


R-10 


R-7, 4 ft. 


R-17 


14 


6,500 - 6,999 


0.30 


R-49 


R-26 


R-21 


R-11 


R-10, 4 ft. 


R-17 


15 


7,000 - 8,499 


0.30 


R-49 


R-26 


R-21 


R-11 


R-12,4ft. 


R-19 


16 


8,500 - 8,999 


0.30 


R-49 


R-26 


R-21 


R-19 


R-12,4ft. 


R-19 


17 


9,000 - 12,999 


0.30 


R-49 


R-26 


R-21 


R-19 


R-16, 4 ft. 


R-19 



For SI: 1 foot = 304.8 mm. 
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TABLE 502.2.4(6) 

PRESCBIPTDVE BUiLDiCMG ENVELOPE eEQUBREiyENTS, OETACMED OCSiE- AMD TWO-FAlMflLY OWELLBfSUGS 

WINDOW AREA 25 PERCENT OF GROSS EXTEROOR WALL AREA 



ZONE 


HEATING 
DEGREE DAYS 


MAXIMUM 


MDNliVJUtVi 


Glazing 
(/-factor 


Ceiling 
^-value 


Exterior wall 
W-value 


Floor 
W-value 


Basement wall 
^-value 


Stab perimeter 
W-value and depth 


Crawl space wall 
/7-value 


1 


0-499 


0.70 


R-30 


R-11 


R-11 


R-0 


R-0 


R-0 


2 


500 - 999 


0.65 


R-30 


R-13 


R-11 


R-0 


R-0 


R-4 


3 


1,000-1,499 


0.55 


R-30 


R-13 


R-11 


R-0 


R-0 


R-5 


4 


1,500-1,999 


0.52 


R-30 


R-13 


R-13 


R-6 


R-0 


R-6 


5 


2,000 - 2,499 


0.50 


R-38 


R-13 


R-19 


R-8 


R-0 


R-10 


6 


2,500 - 2,999 


0.46 


R-38 


R-16 


R-19 


R-6 


R-0 


R-7 


7 


3,000 - 3,499 


0.45 


R-38 


R-19 


R-19 


R-7 


R-0 


R-9 


8 


3,500 - 3,999 


0.41 


R-38 


R-19 


R-19 


R-8 


R-6, 2 ft. 


R-10 


9 


4,000 - 4,499 


0.37 


R-38 


R-19 


R-19 


R-9 


R-6, 2 ft. 


R-13 


10 


4,500 - 4,999 


0.33 


R-38 


R-19 


R-19 


R-9 


R-6, 2 ft. 


R-17 


11 


5,000 - 5,499 


0.29 


R-38 


R-19 


R-19 


R-9 


R-6, 2 ft. 


R-17 


12 


5,500 - 5,999 


0.27 


R-38 


R-19 


R-21 


R-10 


Note a 


R-22 


13 


6,000 - 6,499 


0.25 


R-49 


R-19 


R-21 


R-10 


R-9, 4 ft. 


R-20 


14 


6,500 - 6,999 


0.25 


R-49 


R-19 


R-30 


R-14 


Note a 


Note a 


15 


7,000 - 8,499 


0.25 


R-49 


R-19 


R-30 


R-15 


Note a 


Note a 


16 


8,500 - 8,999 


0.25 


R-49 


R-19 


R-30 


R-28 


Note a 


Note a 


17 


9,000 - 12,999 


0.25 


R-49 


R-19 


R-30 


R-28 


Note a 


Note a 



For SI: 1 foot = 304.8 mm. 
a. See Section 502.2.4.13. 

TABLE 502.2.4(7) 

PRESCRIPTiVE BODLOBNG ENVELOPE REQUIREtyaENTS, GROUP R-2, R-^ OR TOWNHOUSE RESIOENTBAL BUOLODNGS 

WBNDOW AREA 20 PERCENT OF GROSS EXTERBOR WALL AREA 



ZONE 


HEATING 
DEGREE DAYS 


iVlAXItVjyM 


MINIMUM 


Glazing 
y-factor 


Ceiling 
R-value 


Exterior wall 
H-value 


Floor 
H-value 


Basement wail 
R-value 


Slab perimeter 
^-value and depth 


Crawl space wall 
f?-value 


1 


0-499 


Any 


R-13 


R-11 


R-11 


R-0 


R-0 


R-0 


2 


500 - 999 


Any 


R-19 


R-11 


R-11 


R-0 


R-0 


R-5 


3 


1,000-1.499 


Any 


R-19 


R-11 


R-11 


R-0 


R-0 


R-5 


4 


1,500-1,999 


0.85 


R-19 


R-11 


R-11 


R-5 


R-0 


R-5 


5 


2,000 - 2,499 


0.70 


R-19 


R-11 


R-11 


R-5 


R-0 


R-5 


6 


2,500 - 2,999 


0.55 


R-30 


R-13 


R-11 


R-5 


R-0 


R-5 


7 


3,000 - 3,499 


0.55 


R-30 


R-13 


R-11 


R-5 


R-0 


R-5 


8 


3,500 - 3,999 


0.55 


R-30 


R-13 


R-11 


R-5 


R-0 


R-5 


9 


4,000 - 4,499 


0.55 


R-38 


R-13 


R-11 


R-5 


R-0 


R-5 


10 


4,500 - 4,999 


0.50 


R-26 


R-11 


R-13 


R-6 


R-0 


R-7 


11 


5,000 - 5,499 


0.50 


R-26 


R-13 


R-11 


R-5 


R-0 


R-6 


12 


5,500-5,999 


0.50 


R-30 


R-13 


R-11 


R-5 


R-0 


R-6 


13 


6,000 - 6,499 


0.50 


R-26 


R-13 


R-19 


R-9 


R-5, 4 ft. 


R-14 


14 


6,500 - 6,999 


0.45 


R-30 


R-13 


R-19 


R-10 


R-7, 4 ft. 


R-16 


15 


7,000 - 8,499 


0.35 


R-38 


R-16 


R-19 


R-11 


R-9, 4 ft. 


R-18 


16 


8,500 - 8,999 


0.35 


R-38 


R-16 


R-19 


R-17 


R-10, 4 ft. 


R-18 


17 


9,000-12,999 


Note a 


Note a 


Note a 


Note a 


Note a 


Note a 


Note a 



For SI: 1 foot = 304.8 mm. 
a. See Section 502.2.4.13. 
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TABLE 502.2.4(8) 

PRESCRIPTIVE BUILDING ENVELOPE REQUIREMENTS, GROUP R'^2, R-4 OR TOWNHOUSE RESIDENTIAL BUILDINGS 

WINDOW AREA 25 PERCENT OF GROSS EXTERIOR WALL AREA 



ZONE 


HEATING 
DEGREE DAYS 


MAXIMUM 


MBNIMUM 


Glazing 
(/-factor 


Celling 
/?-value 


Exterior wall 
n-value 


Floor 
/7-value 


Basement wall 
R-value 


Slab perimeter 
;?-value and depth 


Crawl space wall 
/7-value 


1 


0-499 


Any 


R-13 


R-11 


R-11 


R-0 


R-0 


R-0 


2 


500 - 999 


Any 


R-19 


R-11 


R-11 


R-0 


R-0 


R-5 


3 


1,000-1,499 


Any 


R-19 


R-11 


R-11 


R-0 


R-0 


R-5 


4 


1,500-1,999 


0.85 


R-19 


R-11 


R-11 


R-5 


R-0 


R-5 


5 


2,000 - 2,499 


0.70 


R-19 


R-11 


R-11 


R-5 


R-0 


R-5 


6 


2,500 - 2,999 


0.55 


R-30 


R-13 


R-11 


R-5 


R-0 


R-5 


7 


3,000 - 3,499 


0.55 


R-30 


R-13 


R-11 


R-5 


R-0 


R-5 


8 


3,500 - 3,999 


0.55 


R-30 


R-13 


R-11 


R-5 


R-0 


R-5 


9 


4,000 - 4,499 


0.54 


R-30 


R-13 


R-11 


R-5 


R-0 


R-5 


10 


4,500 - 4,999 


0.53 


R-30 


R-13 


R-11 


R-5 


R-0 


R-6 


11 


5,000-5,499 


0.52 


R-30 


R-13 


R-11 


R-5 


R-0 


R-6 


12 


5,500 - 5,999 


0.51 


R-30 


R-13 


R-11 


R-6 


R-0 


R-6 


13 


6,000 - 6,499 


0.51 


R-30 


R-13 


R-19 


R-10 


R-7, 4 ft. 


R-16 


14 


6,500 - 6,999 


0.45 


R-30 


R-13 


R-19 


R-10 


R-7, 4 ft. 


R-16 


15 


7,000 - 8,499 


0.35 


R-38 


R-16 


R-19 


R-11 


R-9, 4 ft. 


R-18 


16 


8,500 - 8,999 


0.35 


R-38 


R-16 


R-19 


R-17 


R-10, 4 ft. 


R-18 


17 


9,000 - 12,999 


Note a 


Note a 


Note a 


Note a 


Note a 


Note a 


Note a 



For SI: 1 foot = 304.8 mm. 
a. See Section 502.2.4.13 



TABLE 502.2.4(9) 

PRESCRIPTIVE BUILDING ENVELOPE REQUIREIVIENTS, GROUP R-2, R-4 OR TOWNHOUSE RESIDENTIAL BUILDINGS 

WINDOW AREA 30 PERCENT OF GROSS EXTERIOR WALL AREA 



ZONE 


HEATING 
DEGREE DAYS 


MAXIMUM 


MINIMUM 


Glazing 
(Afactor 


Ceiling 
ff-value 


Exterior wall 
R-value 


Floor 
R-value 


Basement wall 
/7-value 


Slab perimeter 
/?-value and depth 


Crawl space wall 
fl-value 


1 


0-499 


0.90 


R-13 


R-11 


R-11 


R-0 


R-0 


R-0 


2 


500 - 999 


0.75 


R-19 


R-11 


R-11 


R-0 


R-0 


R-3 


3 


1,000-1,499 


0.70 


R-19 


R-11 


R-11 


R-0 


R-0 


R-4 


4 


1,500- 1,999 


0.65 


R-26 


R-11 


R-11 


R-5 


R-0 


R-5 


5 


2,000 - 2,499 


0.57 


R-38 


R-13 


R-11 


R-5 


R-0 


R-6 


6 


2,500 - 2,999 


0.47 


R-38 


R-13 


R-19 


R-7 


R-0 


R-8 


7 


3,000 - 3,499 


0.47 


R-38 


R-13 


R-19 


R-7 


R-0 


R-9 


8 


3,500 - 3,999 


0.46 


R-38 


R-13 


R-19 


R-8 


R-4, 2 ft. 


R-9 


9 


4,000 - 4,499 


0.46 


R-38 


R-13 


R-19 


R-9 


R-6, 2 ft. 


R-13 


10 


4,500 - 4,999 


0.45 


R-38 


R-13 


R-19 


R-9 


R-6, 2 ft. 


R-15 


11 


5,000 - 5,499 


0.45 


R-38 


R-13 


R-19 


R-10 


R-8, 2 ft. 


R-18 


12 


5,500 - 5,999 


0.44 


R-38 


R-13 


R-19 


R-10 


R-8, 2 ft. 


R-18 


13 


6,000 - 6,499 


0.44 


R-38 


R-19 


R-19 


R-10 


R-8, 4 ft. 


R-18 


14 


6,500 - 6,999 


0.38 


R-38 


R-19 


R-19 


R-10 


R-8, 4 ft. 


R-18 


15 


7,000 - 8,499 


0.32 


R-49 


R-21 


R-30 


R-18 


Note a 


Note a 


16 


8,500 - 8,999 


0.32 


R-49 


R-21 


R-30 


Note a 


Note a 


Note a 


17 


9,000 - 12,999 


Note a 


Note a 


Note a 


Note a 


Note a 


Note a 


Note a 



For SI: 1 foot = 304.8 mm. 
a. See Section 502.2.4.13 
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502o2.4o5 Timnss/railFter coirasitriincMcDflTio "Ceiling /?-value" 
assumes standard truss or rafter construction. Where 
raised-heel trusses or other construction techniques are 
employed to obtain the full height of ceiling insulation 
over the exterior wall top plate, R-30 shall be permitted to 
be used where R-38 is required in the table, and R-38 
shall be permitted to be used where R-49 is required. 

S(ID2o2o4o6 DoorSo Opaque doors in the building envelope 
shall have a maximum [/-factor of 0.35. One door shall 
be exempt from this requirement. 

502c2o4,7 CdMimgs. "Ceihng i?-value" shall be required 
for flat or "cathedral" (incUned) ceilings. 

5(D2o2o4o8 FlloorSo "Floor i?-value" shall apply to floors 
over unconditioned spaces. A floor over outside air shall 
meet the requirement for "Ceiling /?-value." 

5([D2o2o4,9 Bsiseinnienitt wallSo Basement wall insulation 
shall be installed in accordance with Section 502.2.1.6. 

S02o2,4.1© Umlhieailtedl sllaibSo Slab perimeter insulation 
shall be installed in accordance with Section 502.2.1.4. 

5(D2o2o411 Moted slaibSo R-2 shall be added to the "Slab 
perimeter /?- value" where the slab is heated. 

S(0)2o2o4ol2 Crawll space wallllSo "Crawl space wall 
/?-value" shall apply to unventilated crawl spaces only. 
Crawl space insulation shall be installed in accordance 
with Section 502.2. 1.5. 

5&22AJ3 TaMes muDlt applkalbko The particular cli- 
mate range indicated by Note a in Tables 502.2.4(4), 
502.2.4(6), 502.2.4(7), 502.2.4(8) and 502.2.4(9) shall 
not be used with the indicated envelope component(s) to 
demonstrate compliance under Section 502.2.4. 



TABLE 502.2 AH 6(1) 
164NCH O.C. STEEL-FRAMED WALL EQUDVALENT R-VALOES 



5<ID2o2.4 J4 Clnmete greater tMn 13fim HDD. These 
tables shall not be used for climates greater than or equal 
to 13,000 HDD. 

S<ID2o2,4ol5 Femesttraitnoini sollar hesilt gaSmi coefidenuL In 
locations with HDD less than 3,500, fenestration prod- 
ucts shall also meet the requirements of Section 502. 1 .5. 

S(ID2o2o4ol6 Siteel-lTiramed walD coeslimiicitnoinio Where 
steel framing is used in wall construction, the wall assem- 
bly shall meet the equivalent wall cavity and sheathing 
/?- values in Table 502.2.4.16(1) or 502.2.4.16(2), based 
on the "on-center" (o.c.) dimension of the steel studs and 
the required /?- value for wood-framed walls determined 
in accordance with Section 502.2.4, and utiHzing any 
combination of cavity and sheathing insulation set off by 
commas in Table 502.2.4.16(1) or 502.2.4.16(2). 

5((D2o2o4J7 IH[Dglhi=mai§§ waM coesltriiJictnomio Exterior 
walls constructed of high-mass materials having heat ca- 
pacity greater than or equal to 6 Btu/ ft^ • °F [ 1 .06 kJ/(m^ 
• K)] of exterior wall area shall meet the equivalent insu- 
lation /^-values in Table 502.2.4.17(1) or 502.2.4.17(2), 
based on the placement of the insulation, the HDD of the 
building location, and the required /?-value for 
wood-framed walls determined in accordance with Sec- 
tion 502.2.4. 



WOOD-FRAEViED 
WALL ;?-VALUE « 


EQUIVALENT STEEL- 
FRAMED WALL CAViTY AND SHEATHING 
3-VALUE 


R-11 


R-O+R-9, R-ll+R-4, R-15+R-3, R-21+R-2 


R-13 


R-ll+R-5, R-15+R-4, R-21+R-3 


R-14 


R-ll+R-6, R-13+R-5, R-19+R-4 


R-15 


R-ll+R-6, R-15+R-5, R-19+R-4 


R-16 


R-ll+R-8, R-15+R-7, R-21+R-6 


R-17 


R-ll+R-9, R-13+R-8, R-19+R-7 


R-18 


R-ll+R-9, R-15+R-8, R-21+R-7 


R-19 


R-U+R-IO, R-13+R-9, R-19+R-8, R-25+R-7 


R-20 


R-ll+R-10, R-13+R-9, R-19+R-8 


R-21 


R-13+R-10, R-19+R-9, R-25+R-8 


R-22 


R-13+R-10,R-19+R-9 


R-24 


R-19+R-iaR-25+R-9 


R-25 


R-19+R-10 


R-26 


R-19+R-11,R-21+R-10 



For SI: 1 inch = 25.4 mm. 

a. As required by Section 502.2.4 and the tabular entry for "Exterior wall 
/?-value" shown in Tables 502.2.4(1) through 502.2.4(9), as applicable. 



TABLE 502.2 A1 6(2) 
24-iMCH O.C. STEEL FRAIWiED WALL EQUDVALEGSIT R-VALOES 



WOOD-FRAMED 
WALL ff- VALUE ® 


EQUDVALENT STEEL- 
FRAMED WALL CAVITY AND SHEATHING 

/g-VALUE 


R-11 


R-O+R-9, R-ll+R-3, R-15+R-2, R-25+R-0 


R-13 


R-ll+R-4, R-15+R-3, R-19+R-2 


R-14 


R-ll+R-5, R-13+R-4, R-15+R-3, R-21+R-2 


R-15 


R-ll+R-5, R-13+R-4, R-19+R-3, R-21+R-2 


R-16 


R-ll+R-7, R-13+R-6, R-19+R-5, R-25+R-4 


R-17 


R-ll+R-8, R-13+R-7, R-15+R-6, R-21+R-5 


R-18 


R-ll+R-8, R-13+R-7, R-19+R-6, R-25+R-5 


R-19 


R-ll+R-9, R-13+R-8, R-15+R-7, R-21+R-6 


R-20 


R-ll+R-9, R-13+R-8, R-19+R-7, R-21+R-6 


R-21 


R-ll+R-9, R-15+R-8, R-21+R-7 


R-22 


R-U+R-lO, R-13+R-9, R-19+R-8, R-21+R-7 


R-24 


R-ll+R-10, R-15+R-9, R-19+R-8 


R-25 


R-13+R-10, R-19+R-9, R-21+R-8 


R-26 


R-15+R-10, R-19+R-9, R-25+R-8 



For SI: 1 inch = 25.4 mm. 

a. As required by Section 502.2.4 and the tabular entry for "Exterior wall 
/?-value" shown in Tables 502.2.4(1) through 502.2.4(9), as applicable. 
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TABLE 502.2.4.17(1) 

HIGH-MASS WALL EQUIVALENT /?-VALUES 

INSULATION PLACED ON THE EXTERIOR OF THE WALL 

OR WDTH INTEGRAL INSULATION 



WOOD-FRAMED 
WALL fl-VALUE^ 


EQUIVALENT HDGH-MASS WALL H-VALUE 


HDD 0-1,999 


HDD 2,000 - 3,999 


HDD 4,000 - 5,499 


HDD 5,500 - 6,499 


HDD 6,500 - 8,499 


HDD > 8,500 


R-11 


R-6 


R-6 


R-7 


R-8 


R-9 


R-iO 


R-i3 


R-6 


R-6 


R-8 


R-9 


R-10 


R-11 


R-14 


R-6 


R-7 


R-8 


R-9 


R-10 


R-11 


R-15 


R-7 


R-7 


R-8 


R-9 


R-10 


R-12 


R-16 


R-7 


R-7 


R-8 


R-9 


R-11 


R-12 


R-17 


R-7 


R-7 


R-9 


R-10 


R-11 


R-13 


R-18 


R-7 


R-7 


R-9 


R-10 


R-11 


R-13 


R-19 


R-8 


R-9 


R-10 


R-11 


R-13 


R-15 


R-20 


R-8 


R-9 


R-10 


R-11 


R-13 


R-16 


R-21 


R-8 


R-9 


R-10 


R-12 


R-14 


R-16 


R-22 


R-8 


R-9 


R-10 


R-12 


R-14 


R-17 


R-23 


R-9 


R-9 


R-11 


R-12 


R-14 


R-17 


R-24 


R-9 


R-9 


R-11 


R-12 


R-14 


R-17 


R-25 


R-9 


R-10 


R-11 


R-13 


R-15 


R-18 


R-26 


R-9 


R-10 


R-11 


R-13 


R-15 


R-18 



a. As required by Section 502.2.4 and the tabular entry for "Exterior wall /?-value" shown in Tables 502.2.4(1) through 502.2.4(9), as apphcable. 



TABLE 502.2.4.17(2) 

HIGH-MASS WALL EQUIVALENT H-VALUES 

INSULATION PLACED ON THE INTERIOR OF THE WALL 



WOOD-FRAMED 
WALL fl-VALUE^ 


EQUIVALENT HIGH-SViASS WALL i7-VALUE 


HDD 0-1,999 


HDD 2,000 - 3,999 


HDD 4,000 - 5,499 


HDD 5,500 - 6,499 


HDD 6,500 - 8,499 


HDD > 8,500 


R-11 


R-10 


R-10 


R-11 


R-11 


R-12 


R-12 


R-13 


R-11 


R-11 


R-12 


R-12 


R-14 


R-14 


R-14 


R-12 


R-12 


R-12 


R-13 


R-15 


R-15 


R-15 


R-13 


R-13 


R-13 


R-14 


R-15 


R-15 


R-16 


R-13 


R-13 


R-13 


R-15 


R-15 


R-15 


R-17 


R-14 


R-14 


R-14 


R-15 


R-16 


R-16 


R-18 


R-15 


R-15 


R-15 


R-19 


R-16 


R-16 


R-19 


R-16 


R-16 


R-16 


R-20 


R-19 


R-19 


R-20 


R-16 


R-16 


R-16 


R-21 


R-20 


R-20 


R-21 


R-17 


R-17 


R-17 


R-21 


R-21 


R-21 


R-22 


R-17 


R-17 


R-17 


R-22 


R-21 


R-21 


R-23 


R-18 


R-18 


R-18 


R-22 


R-22 


R-22 


R-24 


R-19 


R-19 


R-19 


R-22 


R-22 


R-22 


R-25 


R-20 


R-20 


R-20 


R-22 


R-22 


R-22 


R-26 


R-21 


R-21 


R-21 


R-23 


R-23 


R-23 



a. As required by Section 502.2.4 and the tabular entry for "Exterior wall i?-value" shown in Tables 502.2.4(1) through 502.2.4(9), as applicable. 
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S®2c2o4.18 Steel=fram©dl rooff/cellmg coBstroflctioE. 
When truss-type, cold-formed steel framing is used in 
roof/ceiling construction, the roof/ceiling assembly shall 
meet the equivalent insulation J?-values in Table 
502.2.4.18(1). 

When C-shaped, cold-formed steel framing is used in 
roof/ceiling construction, the steel roof/ceiling assembly 
shall meet the equivalent wood framed f/^^-factors in Ta- 
ble 502.2.4.18(2). 



TABLE 502.2.4.18(1) 

TRUSS TYPE C©LO°F©RiiED STEEL R©©F/CEiU[^flG 

EQUDVALEMT H^-VALOES^ 



WOOO-FRAMED 
ROOF/COLDfsgG 


TRUSS TYPE COLD-FORMED STEEL 

CAVOTY AMD COMTBMOOyS flfSSSULATDOM 

^-VALUE, 24 IMCHES OH CEWTER*^ 


R-13 


R-19, R-13 + R-3 


R-19 


R-26, R-19 + R-3 


R-26 


R-38, R-26 + R-3 


R-30 


R-38, R-30 + R-3 


R-38 


R-49, R-38 + R-5 


R-49 


Not applicable 



For SI: 1 inch = 25.4 mm, 1 foot = 304.8 mm. 

a. This table applies to cold-formed, steel-truss roof framing spaced at 24 
inches on center and where the penetrations of the truss members through 
the cavity insulation do not exceed three penetrations of the truss members 
through the cavity insulation for each 4-foot length of the truss. 

b. As required by Section 502.2.4 and the tabular entry for "Ceiling 7?-value" 
shown in Tables 502.2.4(1) through 502.2.4(9). 

c. The cavity /?- value requirement is listed first, followed by the continuous 
insulation /?-value requirement. 

5(Q)2.2o4„19 Steel-fraimedl floor coestrecMomio When 
C-shaped, cold-formed steel framing is used in floor con- 
struction, the steel floor assembly shall meet the equiva- 
lent wood framed t/^factors in Table 502.2.4.19. 

S02o2o5 Prescoptive psith for additloms siinidl wMdow Fe= 
placemeiifeo As an alternative to demonstrating compliance 
with Section 402 or 502.2, additions with a conditioned 
floor area less than 500 square feet (46.5 m^) to existing sin- 
gle-family residential buildings and structures shall meet 
the prescriptive envelope component criteria in Table 
502.2.5 for the designated heating degree days (HDD) ap- 
plicable to the location. The {/-factor of each individual fen- 
estration product (windows, doors and skylights) shall be 
used to calculate an area-weighted average fenestration 
product fZ-factor for the addition, which shall not exceed the 
apphcable listed values in Table 502.2.5. For additions, 
other than sunroom additions, the total area of fenestration 
products shall not exceed 40 percent of the gross wall and 
roof area of the addition. The i?- values for opaque thermal 
envelope components shall be equal to or greater than the 
applicable Usted values in Table 502.2.5. Replacement fen- 
estration products (where some or all of an existing fenestra- 
tion unit is replaced with an entire new replacement unit, 



including the frame, sash and glazing) shall meet the pre- 
scriptive fenestration ^/-factor criteria in Table 502.2.5 for 
the designatedUDD applicable to the location. 

Conditioned sunroom additions shall maintain thermal 
isolation; shall not be used as kitchens or sleeping rooms; 
and shall be served by a separate heating or cooling system, 
or be thermostatically controlled as a separate zone of the 
existing system. 

Fenestration products used in additions and as replace- 
ment windows in accordance with this section shall also 
meet the requirements of Section 502. 1 .5 in locations with 
HDD less than 3,500. 

ExceptloEo Replacement skylights shall have a maxi- 
mum {/-factor of 0.60 when installed in any location | 
above 1,999 HDD. 



BUILDING MECHANICAL SYSTEMS 
AND EQU8PMEMT 

S0>3ol GeeeraL This section covers mechanical systems and 
equipment used to provide heating, ventilating and air-condi- 
tioning functions. This section assumes that residential build- 
ings and dwelhng units therein will be designed with individual 
HVAC systems. Where equipment not shown in Table 503.2 is 
specified, it shall meet the provisions of Sections 803.2.2 and 
803.3.2. 



503o2 Mecliamcal eqiinpmemft effickmcyo Equipment shown 
in Table 503.2 shall meet the specified minimum performance. 
Data furnished by the equipment supplier, or certified under a 
nationally recognized certification procedure, shall be used to 
satisfy these requirements. All such equipment shall be in- 
stalled in accordance with the manufacturer's instructions. 

S€)3o3 MVAC syslteMSo HVAC systems shall meet the criteria 
set forth in Sections 503.3.1 through 503.3.3. 

[M] S®3o3ol Load cakrfatnoESo Heating and cooling sys- 
tem design loads for the purpose of sizing systems and 
equipment shall be determined in accordance with the pro- 
cedures described in the ASHRAE Fundamentals Hand- 
book. Heating and cooling loads shall be adjusted to account 
for load reductions that are achieved when energy recovery 
systems are utilized in the HVAC system in accordance with 
the ASHRAE HVAC Systems and Equipment Handbook. 
Alternatively, design loads shall be determined by an ap- 
proved equivalent computation procedure, using the design 
parameters specified in Chapter 3. 

5€>3o3o2 Tempeiratore aed IhuMldity comtrolso Tempera- 
ture and humidity controls shall be provided in accordance 
with Sections 503.3.2.1 through 503.3.2.4. 

S([D33o2ol Systtem comitroflSo Each dwelling unit shall be 
considered a zone and be provided with thermostatic 
controls responding to temperature within the dwelling 
unit. Each heating and cooling system shall include at 
least one temperature control device. 
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TABLE 502.2.4.18(2) 
C-SHAPED COLD-FORMED STEEL ROOF/CEBLBNG EQUaVALENT Ufrf ACTORS^ 





FRAMING ^ 




SPACING 


R.13C 


R-19*^ 


R-26*= 


R-30*= 


R-38*^ 


R-49*= 


Steel 





Wood Equivalent 


16 inches o.c. 


0.0773 


0.0537 


0.0405 


0.0355 


0.0285 


0.0223 


2x4 


0.1328 


0.0530 


0.0387 


0.0336 


0.0265 


0.0206 


2x6 


0.1328 


0.0667 


0.0456 


0.0386 


0.0295 


0.0223 


2x8 


0.1328 


0.1208 


0.0585 


0.0475 


0.0345 


0.0251 


2x10 


0.1328 


0.1208 


0.1094 


0.1037 


0.0398 


0.0277 


2x12 


0.1328 


0.1208 


0.1094 


0.1037 


0.0471 


0.0311 


Steel 





Wood Equivalent 


24 inches o.c. 


0.0742 


0.0519 


0.0390 


0.0342 


0.0274 


0.0215 


2x4 


0.1129 


0.0510 


0.0376 


0.0327 


0.0260 


0.0202 


2x6 


0.1129 


0.0610 


0.0428 


0.0366 


0.0284 


0.0216 


2x8 


0.1129 


0.0994 


0.0517 


0.0429 


0.0320 


0.0237 


2x10 


0.1129 


0.0994 


0.0873 


0.0816 


0.0357 


0.0257 




2x12 




0.1129 


0.0994 


0.0873 


0.0816 


0.0403 


0.0280 



For SI: 1 inch = 25.4 mm. 

a. Linear interpolation is permitted for determining fZ-factors which are between those given in the table. 

b. Applies to steel framing up to a maximum thickness of 0.064 inches (16 gage.) 

c. As required by Section 502.2.4 and the tabular entry for "Ceiling /?-value" shown in Tables 502.2.4(1) through 502.2.4(9), as applicable. 





TABLE 502.2.4.19 
C-SHAPED COLD-FORRflED STEEL FLOOR EQOiVALENT Uf^kCJORS^ 






FRAMING ^ 


SPACING 


R-ll*' 


R-13*= 


R-15*= 


R-19'= 


R-21*' 


R-25*= 


R-30 


Steel 


— - — -_____WoodEquivalent 


16 inches 
o.c. 


0.0725 


0.0652 


0.0595 


0.0477 


0.0452 


0.0382 


0.0327 


2x6 


0.1058 


0.1031 


0.1005 


0.0583 


0.0523 


NA 


NA 


2x8 


0.1058 


0.1031 


0.1005 


0.0957 


0.0935 


0.0548 


NA 




2x10 


0.1058 


0.1031 


0.1005 


0.0957 


0.0935 


0.0894 


0.0838 




2x12 


0.1058 


0.1031 


0.1005 


0.0957 


0.0935 


0.0894 


0.0838 


Steel 


-— ___WoodEquivalent 


24 inches 
o.c. 


0.0708 


0.0633 


0.0574 


0.0464 


0.0436 


0.0370 


0.0317 




2x6 


0.0941 


0.0907 


0.0875 


0.0538 


0.0486 


NA 


NA 




2x8 


0.0941 


0.0907 


0.0875 


0.0818 


0.0792 


0.0488 


NA 




2x 10 


0.0941 


0.0907 


0.0875 


0.0818 


0.0792 


0.0745 


0.0697 




2x12 


0.0941 


0.0907 


0.0875 


0.0818 


0.0792 


0.0745 


0.0697 



For SI: 1 inch = 25.4 mm. 
NA = Not applicable. 

a. Linear interpolation is permitted for determining {/-factors which are between those given in the table. 

b. Applies to steel framing up to a maximum thickness of 0.064 inches (16 gage.) 

c. As required by Section 502.2.4 and the tabular entry for "Floor /?-value" shown in Tables 502.2.4(1) through 502.2.4(9), as applicable. 
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TABLE 502.2.5 

PRESCRDPTIIVE ENVELOPE COMPOWEIMT CRITERDA 

AOODTDOWS TO AND REPLACEMEBSIT WBWDOWS FOR EXBSTIIS^G 

DETACHED ONE- AiSSD TWO-FAIVaiLY DWELLBNGS 



HEATBtSlG 
DEGREE DAYS 


wiAXDMUfya 


iyiliMDMytVi 


Fenestration 
Wactor® 


Ceiling 
R-vaiue^'® 


Waii R-value® 


Fioor R-vaiue 


Basement waii 
R-vaiue'' 


Slab perimeter 

R-vaiue and 

depth*^ 


Crawi space 

waii 

fl-value'' 


0-1,999 


0.75 


R-26 


R-13 


R-11 


R-5 


R-0 


R-5 


2,000 - 3,999 


0.50 


R-30 


R-13 


R-19 


R-8 


R-5, 2 ft. 


R-10 


4,000 - 5,999 
6,000 - 8,499 


0.40 
0.35 


R-38 
R-49 


R-18 
R-21 


R-21 
R-21 


R-10 
R-11 


R-9, 2 ft. 
R-13, 4 ft. 


R-19 

R-20 


8,500-12,999 


0.35 


R-49 


R-21 


R-21 


R-19 


R-18, 4 ft. 


R-20 



For SI: 1 foot = 304.8 mm. 

a. "Ceiling /?-value" shall be required for flat or inclined (cathedral) ceilings. Floors over outside air shall meet "Ceiling /?- value" requirements. 

b. Basement wall insulation shall be installed in accordance with Section 502.2.1.6. 

c. Slab perimeter insulation shall be installed in accordance with Section 502.2.1.4. An additional R-2 shall be added to "Slab perimeter /?- value" in the table if 
the slab is heated. 

d. "Crawl space wall /?-value" shall apply to unventilated crawl spaces only. Crawl space insulation shall be installed in accordance with Section 502.2.1.5. 

e. Sunroom additions shall be required to have a maximum fenestration fZ-factor of 0.50 in locations with 2,000 - 12,999 HDD. In locations with 0-5,999 HDD, 
the minimum ceiling /?-value shall be R-19 and the minimum wall /?-value shall be R-13. In locations with 6,000 - 12,999 HDD, the minimum ceiling /?-value 
shall be R-24 and the minimum wall ^- value shall be R-13. 



TABLE 503.2 

Mi^iift/ayiyi equbpr/sent performance 



EQUJPfViEWT 
CATEGORY 


SUBCATEGORY® 


REFERENCED STANDARD 


MiNBMUM PERFOREViANCE 


Air-cooled heat pumps, Heating mode < 65,000 Btu/h 
cooling capacity 


Split systems 
Single package 


ARI 210/240 


6.8 HSPF^'^ 
6.6 HSPF^'^ 


Gas-fired or oil-fired furnace < 225,000 Btu/h 


— 


DOE 10 CFR Part 430, 
Subpart B, Appendix N 


AFUE 78%'^ 
E, 80%^ 


Gas-fired or oil-fired steam and hot- water boilers 
< 300,000 Btu/h 


— 


DOE 10 CFR Part 430, 
Subpart B, Appendix N 


AFUE 80%'''<^ 


Air-cooled air conditioners and heat pumps. Cooling 
mode <65,000 Btu/h cooling capacity 


Split systems 
Single package 


ARI 210/240 


10.0 SEER*' 
9.7 SEER*^ 



For SI: 1 British thermal unit per hour = 0.293 1 W. 

a. For multicapacity equipment, the minimum performance shall apply to each capacity step provided. Multicapacity refers to manufacturer-published ratings 
for more than one capacity mode allowed by the product's controls. 

b. This is used to be consistent with the National Appliance Energy Conservation Act (NAECA) of 1987 (Public Law 100-12). 

c. These requirements apply to combination units not covered by NAECA (three-phase power or cooling capacity 65,000 Btu/h). 

d. Except for gas-fired steam boilers for which the minimum AFUE shall be 75 percent. 

e. Seasonal rating. 



5(0)33,2,2 Tlkerinniosltaitk comltrol capalbnMtkSo Where 
used to control comfort heating, thermostatic controls 
shall be capable of being set locally or remotely by ad- 
justment or selection of sensors down to 55°F (13°C) or 
lower. 

Where used to control comfort cooling, thermostatic 
controls shall be capable of being set locally or remotely 
by adjustment or selection of sensors up to 85°F (29°C) 
or higher. 

Where used to control both comfort heating and cool- 
ing, thermostatic controls shall be capable of providing a 
temperature range or deadband of at least 5°F (A3°C) 



within which the supply of heating and coohng energy is 
shut off or reduced to a minimum. 

Exceptioimss 

1 . Special occupancy or special usage conditions 
approved by the code official. 

2. Thermostats that require manual changeover 
between heating and cooling modes. 

5([D3o3o2o3 Heat pmmp siMMMairy heat. Heat pumps hav- 
ing supplementary electric resistance heaters shall have 
controls that prevent heater operation when the heating 
load is capable of being met by the heat pump. Supple- 
mental heater operation is not allowed except during out- 
door coil defrost cycles not exceeding 15 minutes. 
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503.3.2,4 Htimldistat. Humidistats used for comfort 
purposes shall be capable of being set to prevent the use 
of fossil fuel or electricity to reduce relative humidity be- 
low 60 percent or increase relative humidity above 30 
percent. 

5(13.3,3 DIstribiitioH system, constriBction and insela- 
tioB. Distribution systems shall be constructed and insu- 
lated in accordance with Sections 503.3.3.1 through 
503.3.3.7. 

503.3.3.1 Piping iesulatioe. All HVAC system piping 
shall be thermally insulated in accordance with Table 
503.3.3.1. 

Exceptions: 

1. Factory-installed piping within HVAC equip- 
ment tested and rated in accordance with Sec- 
tion 503.2. 

2. Piping that conveys fluids which have a design 
operating temperature range between 55°F and 
105T(13°Cand4rC). 

3. Piping that conveys fluids which have not been 
heated or cooled through the use of fossil fuels 
or electricity. 

503.3.3.2 Otiier lESiiIation thicknesses. Insulation 
thicknesses in Table 503.3.3.1 are based on insulation 
having thermal resistivity in the range of 4.0 to 4.6 
h ■ ft2 . °F/Btu/inch (0.704 to 0.810 m^ • K/W per 25 
nrni) of thickness on a flat surface at a mean temperature 
of75°F(24°C). 

Minimum insulation thickness shall be increased for 
materials having values less than 4.0, or shall be permit- 
ted to be reduced for materials having thermal resistivity 



values greater than 4.6 in accordance with Equation 
5-15. 

4.6 X Table 503.3.3.1 Thickness ...^^^ 

— = Minumum 



Actual Resistivity 



Thickness 



(Equation 5-15) 

For materials with thermal resistivity values less than 
4.0, the minimum insulation thickness shall be permitted 
to be increased in accordance with Equation 5-16. 

4.0 X Table 503.3.3.1 Thickness ^ , .^ew 

= Mmumum 

Actual Resistivity Thickness 



(Equation 5-16) 

503.3.3.3 Duct and plenum insolation. All supply and 
return-air ducts and plenums installed as part of an 
HVAC air-distribution system shall be thermally insu- 
lated in accordance with Table 503.3.3.3, or where such 
ducts or plenums operate at static pressures greater than 2 
inches w.g. (500 Pa), in accordance with Section 
503.3.3.4.1. 

Exceptions: 

1 . Factory-installed plenums, casings or ductwork 
furnished as a part of the HVAC equipment 
tested and rated in accordance with Section 
503.2. 

2. Ducts within the conditioned space that they 
serve. 

[M] 5D3.3.3.4 Duct construction. Ductwork shall be 
constructed and erected in accordance with the Interna- 
tional Mechanical Code. 



TABLE 503.3.3.1 

MINiyUEVl PIPE BEMSULATBO^ 

(theckness m inches) 



PBPING SYSTEM TYPES 


FLUID 

TEMPERATURE 

RANGE, °F 


PIPE SIZES® 


Runouts 
up to 2"^ 


I'and less 


1.25" to 2" 


2.5 " to 4 " 


5 " to 6 " 


8" and larger 


HEATING SYSTEMS 


Steam and hot water 


High pressure/temperature 


306-450 


1% 


1% 


2'/, 


3 


7>% 


3V, 


Medium pressure/temperature 


251-305 


\% 


2 


2Vj 


2% 


3 


3 


Low pressure/temperature 


201-250 


1 


\% 


IV2 


2 


2 


2 


Low temperature 


106-200 


% 


1 


1 


\\ 


\% 


IV, 


Steam condensate (for feed water) 


Any 


1 


1 


IV, 


2 


2 


2 


COOLING SYSTEMS 


Chilled water, refrigerant and brine 


40-55 


% 


% 


% 


1 


1 


1 


Below 40 


1 


1 


IV2 


\% 


IV2 


1% 



For SI: 1 inch = 25.4 mm, 1 foot = 304.8 mm, X = [(°F)-32]/L8. 

a. For piping exposed to outdoor air, increase insulation thickness by 0.5 inch. 

b. Runouts not exceeding 12 feet in length to individual terminal units. 
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TABLE 503.3.3.3 

SViDNIBViyM DUCT INSyLATIOM^ 



AWWUAL HEATiNG DEGREE DAYS 


IWSULATSON W-VALUE (h ft^ T.)/Btu*^ 


Ducts in unconditioned attics or outside 
building 


Ducts in unconditioned basements, crawl spaces, 
garages, and other unconditioned spaces^ 


Supply 


Return 


Supply 


Return^ 


< 1,500 


8 


4 


4 





1,500 to 3,500 


8 


4 


6 


2 


3,501 to 7,500 


8 


4 


8 


2 


> 7,500 


11 


6 


11 


2 



For SI: °C= [(°F)-32]/1.8, 1 (h-ft^- °F)/Btu= 0.176 (m2-K)AV, 1 foot= 304.5 mm. 

a. Insulation /?- values shown are for the insulation as installed and do not include film resistance. The required minimum /?- values do not consider water vapor 
transmission and condensation. Where control of condensation is required, additional insulation, vapor retarders or both shall be provided to limit vapor trans- 
mission and condensation. For ducts that are designed to convey both heated and cooled air, duct insulation shall be as required by the most restrictive condi- 
tion. Where exterior walls are used as plenums, wall insulation shall be as required by the most restrictive condition of this section. 

b. Insulation on return ducts in basements is not required. 

c. Unconditioned spaces include ventilated crawl spaces and framed cavities in those floors, wall and ceiling assemblies which separate conditioned space from 
unconditioned space or outside air, and are uninsulated on the side facing away from the condition space. 

d. Insulation resistance measured on a horizontal plane in accordance with ASTM C 518, at a mean temperature of 75 °F. 



5<ID3o3o3o4ol Hngln-ainidl mednem-pressMire dect §y§= 
Hems, All ducts and plenums operating at static pres- 
sures greater than 2 inches w.g. (500 Pa) shall be 
insulated and sealed in accordance with Section 
803.2.8. Ducts operating at static pressures in excess 
of 3 inches w.g. (750 Pa) shall be leak tested in accor- 
dance with Section 803.3.6. Pressure classifications 
specific to the duct system shall be clearly indicated 
on the construction documents in accordance with the 
International Mechanical Code. 

5(0)3o33o4o2 Low-pressere dMct syslemSo All longi- 
tudinal and transverse joints, seams and connections 
of supply and return ducts operating at static pressures 
less than or equal to 2 inches w.g. (500 Pa) shall be se- 
curely fastened and sealed with welds, gaskets, 
mastics (adhesives), mastic-plus-embedded-fabric 
systems or tapes installed in accordance with the man- 
ufacturer's installation instructions. Pressure classifi- 
cations specific to the duct system shall be clearly 
indicated on the construction documents in accor- 
dance with the International Mechanical Code. 

ExcepMoims Continuously welded and lock- 
ing-type longitudinal joints and seams on ducts op- 
erating at static pressures less than 2 inches w.g. 
(500 Pa) pressure classification. 

5(Ili3o3o3o43 Seallninig reqeiredo All joints, longitudinal 
and transverse seams, and connections in ductwork, 
shall be securely fastened and sealed with welds, gas- 
kets, mastics (adhesives), mastic-plus-embed- 
ded-fabric systems or tapes. Tapes and mastics used to 
seal ductwork shall be listed and labeled in accor- 
dance with UL 181A or UL 181B. Duct connecfions 
to flanges of air distribution system equipment shall 
be sealed and mechanically fastened. Unlisted duct 
tape is not permitted as a sealant on any metal ducts. 



5(D3c3o3o5 Mecliaiiikail veeiitilMloinio Each mechanical 
ventilation system (supply or exhaust, or both) shall be 
equipped with a readily accessible switch or other means 
for shutoff, or volume reduction and shutoff, when venti- 
lation is not required. Automatic or gravity dampers that 
close when the system is not operating shall be provided 
for outdoor air intakes and exhausts. 

S(ID3o3o3o6 Tramsporii; energyo The air transport factor for 
each all-air system shall be not less than 5.5 when calcu- 
lated in accordance with Equation 5-17. Energy for 
transfer of air through heat-recovery devices shall not be 
included in determining the air transport factor. 



Air Transport Factor = 



Space Sensible Heat Removal" 
Supply + Return Fans(s) Power Input'' 

(EqoBatioE 5=17) 
a. Expressed in consistent units, either Btu/h or Watts. 

For purposes of these calculations, space sensible heat 
removal is equivalent to the maximum coincident design 
sensible cooling load of all spaces served for which the 
system provides cooling. Fan power input is the rate of 
energy delivered to the fan prime mover. 

Air and water, all- water and unitary systems employ- 
ing chilled, hot, dual- temperature or condenser wa- 
ter-transport systems to space terminals shall not require 
greater transport energy (including central and terminal 
fan power and pump power) than an equivalent all-air 
system providing the same space sensible heat removal 
and having an air transport factor of not less than 5.5. 

S©3o3o3o7 Bailsmcflinigo The HVAC system design shall 
provide means for balancing air and water systems. Bal- 
ancing mechanisms shall include, but not be limited to, 
dampers, temperature and pressure test connections, and 
balancing valves. 
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SECTION 504 
SERVICE WATER HEATING 

504.1 Scope. The purpose of this section is to provide criteria 
for design and equipment selection that will produce energy 
savings when applied to service water heating. Water supplies 
to ice-making machines and refrigerators shall be taken from a 
cold-water line of the water distribution system. 

504.2 Water heaters, storage tanks and boilers. Water heat- 
ers, storage tanks and boilers shall meet the performance crite- 
ria set forth in Sections 504.2.1 and 504.2.2. 



504.2.1 Performance efficiency. Water heaters and hot wa- 
ter storage tanks shall meet the minimum performance of 
water-heating equipment specified in Table 504.2.1. Where 
multiple criteria are hsted, all criteria shall be met. 

Exception: Storage water heaters and hot water storage 
tanks having more than 140 gallons (530 L) of storage ca- 
pacity need not meet the standby loss (SL) or heat loss 
(HL) requirements of Table 504.2. 1 if the tank surface 
area is thermally insulated to R-12.5 and if a standing pi- 
lot light is not used. 



TABLE 504.2.1 

MINIMUM PERFORMANCE OF WATER-HEATING EQUIPMENT 



CATEGORY 


TYPE 


FUEL 


BNPUT 
RATING 


(gallons) 


INPUT TO !/7 

RATIO 

(Btuh/gal) 


TEST 
iVlETHOD 


ENERGY 

factor'' 


THERMAL 
EFFICDENCY 

(percent) 


STANDBY 

LOSS 

(percent/hour)^ 


NAECA-covered 

water-heating 

equipment^ 


All 


Electric 


<12kW 


AlF 


— 


Notef 


>0.93-0.00132V* 


— 


— 


Storage 


Gas 


< 75,000 Btu/h 


All^ 


— 


Notef 


>0.62-0.0019V* 


— 


— 


Instantaneous 


Gas 


< 200,000 Btu/h^ 


All 


— 


Notef 


>0.62-0.0019V* 


— 


— 


Storage 


Oil 


< 105,000 Btu/h 


All 


— 


Notef 


>0.59-0.0019V* 


— 


— 


Instantaneous 


Oil 


< 210,000 Btu/h 


All 


— 


Notef 


>0.59-0.0019V* 


— 


— 


Pool heater 


Gas/oil 


All 


All 


— 


Note g 


— 


>78% 


— 


Other 

water-heating 

equipment* 


Storage 


Electric 


All 


all 


— 


Noteh 


— 


— 


< 0.30+27/^7^* 


Storage/ 
instantaneous 


Gas/oil 


< 155,000 Btu/h 
> 155,000 Btu/h 


All 


< 4,000 


Noteh 


— 


>78% 


<1.3+114/V 


All 


< 4,000 


Noteh 


— 


>78% 


<1.3-h95/V/ 


<10 
>10 


> 4,000 

> 4,000 


Noteh 


— 


>80% 
>77% 


< 2.3+67/ V/ 


Unfired 
storage tanks 


— 


— 


— 


All 


— 


— 


— 


— 


<6.5Btuh/ft2'* 



For SI: 1 British thermal unit per square foot = 3.155 W/m^, 1 British thermal unit per hour = 0.2931 W, 1 gallon = 3.785 L, °C = [(°F)-32]/1.8. 

a. Vyis the storage volume in gallons as measured during the standby loss test. For the purpose of estimating the standby loss requirement using the rated volume 
shown on the rating plate, Vj should be no less than 0.95 V for gas and oil water heaters and no less than 0.90 V for electric water heaters. 

b. V is rated storage volume in gallons as specified by the manufacturer. 

c. Consistent with National Appliance Energy Conservation Act (NAECA) of 1987. 

d. All except those water heaters covered by NAECA. 

e. DOE CFR 10; Part 430, Subpart B, Appendix E applies to electric and gas storage water heaters with rated volumes 20 gallons and gas instantaneous water 
heaters with input ratings of 50,000 to 200,000 Btu/h. 

f. DOE CFR 10; Part 430, Subpart B, Appendix E. 

g. ANSIZ21.56. 

h. ANSI Z2 1 . 1 0.3. When testing an electric storage water heater for standby loss using the test procedure of Section 2.9 of ANSI Z21 . 10.3, the electrical supply 
voltage shall be maintained within ± 1 percent of the center of the voltage range specified on the water heater nameplate. Also, when needed for calculations, 
the thermal efficiency (E) shall be 98 percent. When testing an oil water heater using the test procedures of Sections 2.8 and 2.9 of ANSI Z21. 10.3, the follow- 
ing modifications will be made: A vertical length of the flue pipe shall be connected to the flue gas outlet of sufficient height to estabUsh the minimum draft 
specified in the manufacturer's installation instructions. All measurements of oil consumption will be taken by instruments with an accuracy of ± 1 percent or 
better. The burner shall be adjusted to achieve an hourly Btu input rate within ± 2 percent of the manufacturer's specified input rate with the CO^ reading as 
specified by the manufacturer with smoke no greater than 1 and the fuel pump pressure within ± 1 percent of the manufacturer's specification. 

i. Heat loss of tank surface area (Btu/h • ft^) based on 80°F water-air temperature difference. 

^Minimum efficiencies marked with an asterisk are established by preemptive federal law and are printed for the convenience of the user. 
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BM22 Comlbmattnoini service waiiter-IheMDinig/space-Iheat- 
Mg boMerSo Service water-heating equipment shall not be 
dependent on year-round operation of space-heating boil- 
ers; that is, boilers that have as another function winter space 
heating. 

Exceptmnsi 

1 . Systems with service/space-heating boilers having 
a standby loss (Btu/h) (W) less than that calculated 
in equation 5-18: 

(13.3 • pmd)-^ 400 

n 

as determined by the fixture count method where: 

pmd = Probable maximum demand in 

gallons/hour as determined in accordance 
with the ASHRAE HVAC Applications 
Handbook. 

n = Fractionof year when outdoor daily 

mean temperature exceeds 64.9°F (18°C). 

The standby loss is to be determined for a test pe- 
riod of 24-hour duration while maintaining a boiler 
water temperature of 90°F (32°C) above an ambi- 
ent of 60 to 90°F (16 to 32^=^0 and a 5-foot (1524 
mm) stack on appliance. 

2. For systems where the use of a single heating unit 
will lead to energy savings, such unit shall be uti- 
lized. 



than 65 °F ( 1 8 °C) insulation thickness must be calculated in ac- 
cordance with Section 503.3.3.2. 



5Mo3 SwflMmflimg poollso Swimming pools shall be provided 
with energy-conserving measures in accordance with Sections 
504.3.1 through 504.3.3. 

5(ID4o3ol Om-oITir swnltclhio All pool heaters shall be equipped 
with an ON-OFF switch mounted for easy access to allow 
shutting off the operation of the heater without adjusting the 
thermostat setting and to allow restarting without relighting 
the pilot light. 



5(0)4,3,2 PooD covers. Heated swimming pools shall be 
equipped with a pool cover. 

ExcepMoinis Outdoor pools deriving more than 20 percent 
of the energy for heating from renewable sources (com- 
puted over an operating season) are exempt from this re- 
quirement. 

5(D)4,3o3 Tnme docks. Time clocks shall be installed so that 
the pump can be set to run in the off-peak electric demand 
period and can be set for the minimum time necessary to 
maintain the water in a clear and sanitary condition in keep- 
ing with applicable health standards. 



; water sysltem comiftrdjls. Automatic-circulating hot 
water system pumps or heat trace shall be arranged to be conve- 
niently turned off, automatically or manually, when the hot wa- 
ter system is not in operation. 

5M3 Pipe MsMMsoini, For automatic-circulating hot water 
systems, piping heat loss shall be limited to a maximum of 17.5 
Btu/h per Hnear foot (16.8 W/m) of pipe in accordance with Ta- 
ble 504.5, which is based on design external temperature no 
lower than 65T ( 1 8°C). For external design temperatures lower 



m Piping insulation is not required when the heat 
loss of the piping, without insulation, does not increase the 
annual energy requirements of the building. 

TABLE 504.5 

MDP^BIWayiVil PIIPE DNSULATDOM 

(tlhockDTiess m Dmches) 



SERVICE WATER- 

HEATDNG 
TEMPERATURES 

m 


PIPE SIZES^ 


Woncirculating 
runouts 


Circulating mains and runouts 


Upto1" 


Up to 1.25" 


1.5" to 2" 


Over 2 " 


170-180 


V. 


1 


iv. 


2 


140-169 


'/. 


% 


1 


1% 


100-139 


V, 


% 


V, 


1 



For SI: 1 inch = 25.4 mm, °C = [(°F)-32]/1.8, 

1 Btuh/inch • ft^ • °F = 0.144 W/(m • K). 

a. Nominal iron pipe size and insulation thickness. Conductivity, k - 0.27. 

5(D)4o6 Comiseirvattfloini of lnoit water. Hot water shall be con- 
served in accordance with Section 504.6.1. 

5(ID4o6ol ShoweirSo Shower heads shall have a maximum 
flow rate of 2.5 gallons per minute (gpm) (0.158 L/s) at a 
pressure of 80 pounds per square inch (psi) (551 kPa) when 
tested in accordance with ASME A112.18.1. 

5{D4o7 HeM ttrapSo Water heaters with vertical pipe risers shall 
have a heat trap on both the inlet and outlet of the water heater 
unless the water heater has an integral heat trap or is part of a 
circulating system. 



SECTBON 505 
ELECTRICAL POWER AND LIC 

SdDScl Ekcttrkall emergy coesompitloEo In residential build- 
ings having individual dwelling units, provisions shall be made 
to determine the electrical energy consumed by each tenant by 
separately metering individual dwelling units. 

SdDSol Lnglhiitmg power tadgeto The lighting system shall meet 
the appHcable provisions of Section 805. 



ttiomi: Detached one- and two- family dwellings and 
townhouses and the dwelling portion of Group R-2 and R-4 
residential buildings. 
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CHAPTER S 

IPLIFIED PRESCRIPTIVE REQUIRE^EMTS FOR DETACHED 

^■^2, R-4 OR 



SECTBON SOU 

GENERAL 

6(Dlol Scopeo This chapter sets forth energy-efficiency-related 
requirements for the design and construction of detached one- 
and two-family dweUings and Group R-2, R-4 or townhouse 
residential buildings. 



ra: Portions of the building envelope that do not en- 
close conditioned space. 

c2 Compliaiiiiceo Compliance shall be demonstrated in ac- 
cordance with Section 601.2.1 or 601.2.2. 



601o2ol MesMeimltfial IbiiiiMmgSj detaclhed (Oinie- 

famnfly dweMinigSo Compliance for detached one- and 

two-family dwellings shall be demonstrated by either: 

1 . Meeting the requirements of this chapter for buildings 
with a glazing area that does not exceed 15 percent of 
the gross area of exterior walls; or 

2. Meeting the requirements of Chapter 4, or Chapter 5 
for detached one- and two-family dwellings. 



601c2o2 ResMeettkl biflfiMnmigSj Grouips R-l^ E=4 or towmi- 
tidDPses. Compliance for Group R-2, R-4 or townhouse resi- 
dential buildings shall be demonstrated by either: 

1 . Meeting the requirements of this chapter for buildings 
with a glazing area that does not exceed 25 percent of 
the gross area of exterior walls; or 

2. Meeting the requirements of Chapter 4, or Chapter 5 
for Group R-2, R-4 or townhouse residential build- 
ings. 

1.3 Ma(t(ernals aiinid eqMpmeiniL Materials and equipment 
shall be identified in a manner that will allow a determination of 
their compliance with the applicable provisions of this chapter. 
Materials and equipment used to conform to the applicable pro- 
visions of this chapter shall be installed in accordance with the 
manufacturer's installation instructions. 

601o3ol Siniselaltnoinio The thermal resistance (R-value) shall 
be indicated on all insulation and the insulation installed 
such that the /?- value can be verified during inspection, or a 
certification of the installed /?- value shall be provided at the 
job site by the insulation installer. Where blown-in or 
sprayed insulation is applied in walls, the installer shall pro- 
vide a certification of the installed density and /?-value. 
Where blown-in or sprayed insulation is applied in the 
roof/ceiling assembly, the installer shall provide a certifica- 
tion of the initial installed thickness, settled thickness, cov- 
erage area, and number of bags of insulating material 
installed. Markers shall be provided for every 300 square 
feet (28 m^) of area, attached to the trusses, rafters or joists. 



and indicate in 1 -inch-high (25 mm) numbers the installed 
thickness of the insulation. 

6([Dlo3o2 FemiestraitnoBo The (/-factor of fenestration shall be 
determined in accordance with NFRC 100 by an accredited, 
independent laboratory, and labeled and certified by the 
manufacturer. The solar heat gain coefficient (SHGC) of 
fenestration shall be determined in accordance with NFRC 
200 by an accredited, independent laboratory, and labeled 
and certified by the manufacturer. 



.3o2ol Defoifiitt feme§(trat!(Diii perlTormaEce. Where a 
manufacturer has not determined a fenestration prod- 
uct's (/-factor in accordance with NFRC 100, compli- 
ance shall be determined by assigning such products a 
default (/-factor from Tables 102.5.2(1) and 102.5.2(2). 
When a manufacturer has not determined a fenestration 
product's SHGC in accordance with NFRC 200, compU- 
ance shall be determined by assigning such products a 
default SHGC from Table 102.5.2(3). 



o3o2o2 Anr kaikaige. The air leakage of prefabricated 
fenestration shall be determined in accordance with 
AAMA/WDMA 101/I.S.2 or NFRC 400 by an accred- 
ited, independent laboratory, and labeled and certified by 
the manufacturer and shall not exceed the values in Table 
502.1.4.1. Alternatively, the manufacturer shall certify 
that the fenestration is installed in accordance with Sec- 
tion 502.1.4. 

(5<IDlo3o3 MalmlteiniaiEceo Where mechanical or plumbing sys- 
tem components require preventive maintenance for effi- 
cient operation, regular maintenance requirements shall be 
clearly stated and affixed to the component, or the source for 
such information shall be shown on a label attached to the 
component. 



lot Tlhermal performaimce crlteriao The minimum required 
insulation /?-value or the area-weighted average maximum re- 
quired fenestration (/-factor (other than opaque doors which 
are governed by Section 602. 1 .3) for each element in the build- 
ing thermal envelope (fenestration, roof/ceiling, opaque wall, 
floor, slab edge, crawl space wall and basement wall) shall be in 
accordance with the criteria in Table 602.1. 

The building envelope requirements of Chapter 4 or 5 shall 
be used to determine compliance with detached one- and 
two-family dwellings with greater than 15-percent glazing 
area; Group R-2, R-4 or townhouse residential buildings with 
greater than 25-percent glazing area; and any residential build- 
ing in chmates with heating degree days (HDD) equal to or 
greater than 13,000. 
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TABLE 602.1 

SIMPLIFIED PRESCRIPTIVE BUILDING ENVELOPE THERMAL COMPONENT CRITERIA 

MINIMUM REQUIRED THERMAL PERFORMANCE (0 -FACTOR AND ff -VALUE) 



CLIMATE 
ZONE 


HEATING 
DEGREE DAYS 


MAXIMUM 


MINIMUM 


Glazing 
U-factor 


Celling 
R-value 


Wall 
R-value 


Floor 
/?-value 


Basement wati 
ff-value 


Slab perimeter 

ff-value and 

depth 


Crawl space 

wall 

fl-value 


1 


0-499 


Any 


R-13 


R-11 


R-U 


R-0 


R-0 


R-0 


2 


500 - 999 


0.90 


R-19 


R-11 


R-11 


^ R-0 


R-0 


R-4 


3 


1,000-1,499 


0.75 


R-19 


R-U 


R-11 


R-0 


R-0 


R-5 


4 


1,500-1,999 


0.75 


R-26 


R-13 


R-11 


R-5 


R-0 


R-5 


5 


2,000 - 2,499 


0.65 


R-30 


R-13 


R-11 


R-5 


R-0 


R-6 


6 


2,500 - 2,999 


0.60 


R-30 


R-13 


R-19 


R-6 


R-4, 2 ft. 


R-7 


7 


3,000 - 3,499 


0.55 


R-30 


R-13 


R-19 


R-7 


R-4, 2 ft. 


R-8 


8 


3,500 - 3,999 


0.50 


R-30 


R-13 


R-19 


R-8 


R-5, 2 ft. 


R-10 


9 


4,000 - 4,499 


0.45 


R-38 


R-13 


R-19 


R-8 


R-5, 2 ft. 


R-11 


10 


4,500 - 4,999 


0.45 


R-38 


R-16 


R-19 


R-9 


R-6, 2 ft. 


R-17 


11 


5,000 - 5,499 


0.45 


R-38 


R-18 


R-19 


R-9 


R-6, 2 ft. 


R-17 


12 


5,500 - 5,999 


0.40 


R-38 


R-18 


R-21 


R-10 


R-9, 4 ft. 


R-19 


13 


6,000 - 6,499 


0.35 


R-38 


R-18 


R-21 


R-10 


R-9, 4 ft. 


R-20 


14 


6,500 - 6,999 


0.35 


R-49 


R-21 


R-21 


R-11 


R-11, 4 ft. 


R-20 


15 


7,000 - 8,499 


0.35 


R-49 


R-21 


R-21 


R-11 


R-13, 4 ft. 


R-20 


16 


8,500 - 8,999 


0.35 


R-49 


R-21 


R-21 


R-18 


R-14,4ft. 


R-20 


17 


9,000 - 12,999 


0.35 


R-49 


R-21 


R-21 


R-19 


R-18, 4 ft. 


R-20 



For SI: 1 foot = 304.8 mm. 



602.1,1 Exterior walls. The sum of the /^-values of the insu- 
lation materials installed in framing cavities and insulating 
sheathing (where used) shall meet or exceed the minimum 
required "Wall /?-value" in Table 602.1. Framing, drywall, 
structural sheathing or exterior siding materials shall not be 
considered as contributing, in any way, to the thermal per- 
formance of exterior walls. Insulation separated from the 
conditioned space by a vented space shall not be counted to- 
wards the required /?- value. 

602.1.1.1 Mass waMs. Mass walls shall be permitted to 
meet the criteria in Table 602. 1 . L 1 ( 1 ) based on the insu- 
lation position and the climate zone where the building is 
located. Other mass walls shall meet the frame wall crite- 
ria for the building type and the chmate zone where the 
building is located, based on the sum of interior and exte- 
rior insulation. Walls with "exterior insulation" position 
have the entire effective mass layer interior to an insula- 
tion layer. Walls with "integral insulation" position have 
either insulation and mass materials well mixed as in 
wood (logs); or substantially equal amounts of mass ma- 
terial on the interior and exterior of insulation as in con- 
crete masonry units with insulated cores or masonry 
cavity walls. Walls with interior insulation position have 
the mass material located exterior to the insulating mate- 
rials). Walls not meeting the above descriptions for exte- 
rior or integral positions shall meet the requirements for 



"other mass walls" in Table 602. 1 . 1 . 1 ( 1 ). The /?-value of 
the mass assembly for typical masonry construction shall 
be taken from Table 602.1.1.1(2), The mass assembly 
/?-value for a solid concrete wall with a thickness of 4 
inches (102 mm) or greater is R- 1.1. /?- values for other 
assemblies are permitted to be based on the hot box tests 
referenced in ASTM C 236 or ASTM C 976, two-dimen- 
sional calculations or isothermal plane calculations. 

602.1.1.2 Steel-frame walls. The minimum required 
/^-values for steel-frame walls shall be in accordance 
with Table 602.1.1.2. 



TABLE 602.1.1.2 

STEEL-FRAME WALL MBNIMUM 
PERFORMANCE REQUIREMENTS (R-VALUE) 



HDD 


EQUIVALENT STEEL-FRAME WALL 
CAVBTY AND SHEATHING R-VALUE^ 


0-1,999 


R-1 1 -h R-5, R-15 + R-4, R-21 + R-3 


2,000 - 3,999 


R-11 + R-5, R-15 + R-4, R-21 + R-3 


4,000 - 5,999 


R-1 1 + R-9, R-15 + R-8, R-21 + R-7 


6,000 - 8,499 


R-13 + R-10, R-19 + R-9, R-25 + R-8 


8,500-12,999 


R-13 + R-10, R-19 + R-9, R-25 + R-8 



a. The cavity insulation /?-value requirement is listed first, followed by the 
sheathing y?-value requirement. 
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TOOLE 602.1 .1.1(11) 
R/3ASS WALL P^ESCRBPTDVE BOiLDiiVIG Efi^VELOPE REQUDREWiEESaTS 



MASS WALL ASSEMBLY R-VALUE^ 


Building Location 


Exterioir or Dntegml Dnsulation 


Other Mass Walls 


Zone 


Healting Degree Days 


ResidentiaD Buildings 


Residential Buildings 


1 


0-499 


R-3.8 


R-9.7 


2 


500 - 999 


R-4.8 


R-9.7 


3 


1,000-1,499 


R-4.8 


R-9.7 


4 


1,500-1,999 


R-8.1 


R-10.8 


5 


2,000 - 2,499 


R-8.9 


R-10.8 


6 


2,500 - 2,999 


R-8.9 


R-10.8 


7 


3,000 - 3,499 


R-8.9 


R-10.8 


8 


3,500 - 3,999 


R-8.9 


R-10.8 


9 


4,000 - 4,499 


R-8.9 


R-10.9 


10 


4,500 - 4,999 


R-10.4 


R-12.3 


11 


5,000 - 5,499 


R-11.9 


R-15.2 


12 


5,500 - 5,999 


R-11.9 


R-15.2 


13 


6,000 - 6,499 


R-11.9 


R-15.2 


14 


6,500 - 6,999 


R-15.5 


R-18.4 


15 


7,000 - 8,499 


R-15.5 


R-18.4 


16 


8,500-8,999 


R-18.4 


R-18.4 


17 


9,000 - 12,999 


R-18.4 


R-18.4 



a. The sum of the value in Table 602.1.1.1(2) and additional insulation layers. 



TOBLE 602.1.1.1(2) 
IMASS ASSEMBLY ^-VALUES 



ASSEIWBLY TYPE 


ONGROUTED CELLS, 
MOT INSULATED 


ONGROUTED CELLS DSSSSULATED 


No grout 


Vertical cells grouted at 

10' o.c. or greater 


Vertical cells grouted at 
less than 10' o.c. 


6" Lightweight concrete block 


2.3 


5.0 


4.5 


3.8 


6" Medium-weight concrete block 


2.1 


4.2 


3.8 


3.2 


6" Normal-weight concrete block 


1.9 


3.3 


3.1 


2.7 


8" Lightweight concrete block 


2.6 


6.7 


5.9 


4.8 


8" Medium- weight concrete block 


2.3 


5.3 


4.8 


4.0 


8" Normal-weight concrete block 


2.1 


4.2 


3.8 


3.3 


12" Lightweight concrete block 


2.9 


9.1 


7.9 


6.3 


12" Medium- weight concrete block 


2.6 


7.1 


6.4 


5.2 


12" Normal- weight concrete block 


2.3 


5.6 


5.1 


4.3 


Brick cavity wall 


3.7 


6.7 


6.2 


5.4 


Hollow clay brick 


2.0 


2.7 


2.6 


2.4 



For SI: 1 inch = 25.4 mm, 1 foot = 304.8 mm. 
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602.1.2 Ceilings. The required "Ceiling /?-value" in Table 
602. 1 assumes standard truss or rafter construction, and 
shall apply to all roof/ceiling portions of the building ther- 
mal envelope, including cathedral ceilings. Where the con- 
struction technique allows the required /?- value of ceiling 
insulation to be obtained over the exterior wall top plate, 
R-30 shall be permitted to be used where R-38 is required in 
the table, and R-38 shall be permitted to be used where R-49 
is required. 

602.1o2.1 Steel-framed ceiling. The maximum required 
Uff-feiCtOT for cold-formed steel truss roof/ceiling assem- 
blies shall be in accordance with Table 602.1.2.1(1) and 
comphance shall be determined by using the f//j-factors 
in Table 602.1.2.1(2). This table applies to cold-formed 
steel truss roof framing spaced at 24 inches (609 mm) on 
center and where the penetrations of the truss members 
through the cavity insulation do not exceed three pene- 
trations for each 4-foot (1220 mm) length of the truss. 
The maximum required f/^j-factor for C-shaped 
cold-formed steel roof/ceiling assembhes shall be in ac- 
cordance with Table 602.1.2.1(3) and comphance shall 
be determined by using the t/^^-factors in Table 
602.1.2.1(4). 



TABLE 602.1.2.1(1) 
MAXIMUM COLD-FORMED STEEL ROOF/CEILING TRUSS 



TABLE 602.1 .2.1 (2) 
COLD-FORMED STEEL ROOF/CEILING TRUSS q^-FACTORS 



HEATING DEGREE DAYS 


U^FkCJOR 


0-499 


0.0742 


500-1,499 


0.0504 


1,500- 1,999 


0.0372 


2,000 - 3,999 


0.0323 


4,000 - 6,499 


0.0257 


6,500 - 12,999 


0.0200 



CAVITY 
INSULATION 

ff-VALUE 


CONTINUOUS 5NSULATI0N BETWEEN DRYWALL 
AND BOTTOM CHORD 


R-0 


R-3 


R-5 


R-13 


0.0865 


0.0616 


0.0546 


R-19 


0.0597 


0.0467 


0.0426 


R-26 


0.0439 


0.0364 


0.0338 


R-30 


0.0382 


0.0324 


0.0303 


R-38 


0.0302 


0.0265 


0.0251 


R-49 


0.0235 


0.0212 


0.0203 



TABLE 602.1.2.1(3) 
MAXmUM C-SHAPED, COLD-FORMED STEEL ROOF/CEILING 





l/p-FACTOR 


HEATING 
DEGREE DAYS 


16 inches o.c. 


24 inches o.c. 


0-499 


0.0773 


0.0742 


500-1,499 


0.0537 


0.0519 


1,500-1,999 


0.0405 


0.0390 


2,000 - 3,999 


0.0355 


0.0342 


4,000 - 6,499 


0.0285 


0.0274 


6,500 - 12,999 


0.0223 


0.0215 



For SI: 1 inch = 25.4 mm. 



TABLE 602.1.2.1(4) 
C-SHAPED, COLD-FORMED STEEL ROOF/CEiLBiViG £/„-FACTORS^ 



FRAMING'^ 


SPACING 


R-13 


R-19 


R-26 


R-30 


R-38 


R-49 


2x4 


16 inches o.c. 


0.1328 


0.0530 


0.0387 


0.0336 


0.0265 


0.0206 


2x6 


0.1328 


0.0667 


0.0456 


0.0386 


0.0295 


0.0223 


2x8 


0.1328 


0.1208 


0.0585 


0.0475 


0.0345 


0.0251 


2x10 


0.1328 


0.1208 


0.1094 


0.1037 


0.0398 


0.0277 


2x12 


0.1328 


0.1208 


0.1094 


0.1037 


0.0471 


0.0311 


2x4 


24 inches o.c. 


0.1129 


0.0510 


0.0376 


0.0327 


0.0260 


0.0202 


2x6 


0.1129 


0.0610 


0.0428 


0.0366 


0.0284 


0.0216 


2x8 


01129 


0.0994 


0.0517 


0.0429 


0.0320 


0.0237 


2x10 


0.1129 


0.0994 


0.0873 


0.0816 


0.0357 


0.0257 


2x12 


0.1129 


0.0994 


0.0873 


0.0816 


0.0403 


0.0280 



For SI: 1 inch = 25.4 mm. 

a. Linear interpolation is permitted for determining ^/-factors which are between those given in the table. 

b. Applies to steel framing up to a maximum thickness of 0.064 inches (16 gage.) 
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6(ID2olo3 Opaqee dl<o©r§o Opaque doors in the building enve- 
lope shall have a maximum ^/-factor of 0.35. One opaque 
door shall be exempt from this ^/-factor requirement. 

(5(D2olo4 Floor, The required /?- value in Table 602. 1 shall ap- 
ply to all floors. 



ttiOMS Any individual floor assembly with more 
than 25 percent of its conditioned floor area exposed di- 
rectly to outside air shall meet the /?- value requirement in 
Table 602.1 for "Ceiling /?- value." 

6([D2,l<.4ol SlteeIl=lFrsimedl IFloorSo The maximum required 
L^y-factor for C-shaped, cold-formed, steel-framed floors 
shall be in accordance with Table 602.1.4.1(1) and com- 
pliance shall be determined by using the f/y- factors in Ta- 
ble 602.1.4.1(2). 

TABLE 602.1 All (1) 
MAXIMOIVa C-SHAPED, COLO-FORCVilEO STEEL FLOOR 
1^;-FACT0RS 



HEATING 
DEGREE DAYS 


(;^ACTOR 


16 inches o.c. 


24 inches o.c. 


- 2,499 


0.0725 


0.0708 


2,500 - 5,499 


0.0477 


0.0464 


5,500 - 12,999 


0.0452 


0.0436 



For SI: I inch = 25.4 mm. 

6(0)2, lo5 Basememiit wallllSo Where the basement is considered 
a conditioned space, the basement walls shall be insulated in 
accordance with Table 602.1. Where the basement is not 
considered a conditioned space, either the basement wall or 
the ceiHng(s) separating the basement from conditioned 
space shall be insulated in accordance with Table 602.1. 
Where basement walls are required to be insulated, the re- 
quired /?- value shall be applied from the top of the basement 
wall to a depth of 10 feet (3048 mm) below grade or to the 
top of the basement floor, whichever is less. 

6<I])2olo6 Slalb)=<n)ini=gradle iFloorSo For slabs with a top edge 12 
inches (305 mm) or less below finished grade, the required 
"Slab perimeter /?- value and depth" in Table 602. 1 shall be 
applied to the outside of the foundation or the inside of the 



foundation wall. The insulation shall extend downward 
from the top of the slab or downward from the top of the slab 
to the bottom of the slab and then horizontally to the interior 
or exterior, until the distance listed in Table 602.1 is 
reached. 

Where installed between the exterior wall and the edge of 
the interior slab, the top edge of the insulation shall be per- 
mitted to be cut at a 45-degree (0.79 rad) angle away from 
the exterior wall. Insulation extending horizontally outside 
of the foundation shall be protected by pavement or by a 
minimum of 10 inches (254 mm) of soil. 

In locations of 500 HDD or greater, R-2 shall be added to 
the "Slab perimeter /?- value" in Table 602.1 where uninsu- 
lated hot water pipes, air distribution ducts or electric heat- 
ing cables are installed within or under the slab. 



imni Slab perimeter insulation is not required for 
unheated slabs in areas of very heavy termite infestation 
probability as shown in Figure 502.2(7). Where this ex- 
ception is used, building envelope compHance shall be 
demonstrated by using Section 502.2.2 or Chapter 4 with 
the actual "Slab perimeter /?-value and depth" in Table 
602.1, or by using Section 502.2.4. 

6(02 JJ Crawl space wallSo Where the floor above the crawl 
space is uninsulated, insulation shall be installed on crawl 
space walls when the crawl space is not vented to outside air. 
The required "Crawl space wall /?- value" in Table 602.1 
shall be applied inside of the crawl space wall, downward 
from the sill plate to the exterior finished grade level and 
then vertically or horizontally or both for 24 inches (610 
mm). The exposed earth in all crawl space foundations shall 
be covered with a continuous vapor retarder having a maxi- 
mum permeance rating of 1 .0 perm (5.7 • 10' ' kg/Pa • s • m^), 
when tested in accordance with ASTM E 96. 

6(Il)2oloS Maisoimry venneer. For exterior foundation insula- 
tion, the horizontal portion of the foundation which sup- 
ports a masonry veneer is not required to be insulated. 

(S^2AJ9 PirottecMoM, Exposed insulating materials appHed to 
the exterior of foundation walls shall have a rigid, opaque 
and weather-resistant protective covering. The protective 



TABLE 602.1 A1 (2) 
C°SHAPEO, C0LD°F0RCViED STEEL FLOOR l^^-FACTO^S^ 



FRAWiDNG ^ 


SPACSiMG 


R-11 


R-13 


R-15 


R-19 


R-21 


R-25 


R-30 


2x6 


16 inches o.c. 


0.1058 


0.1031 


0.1005 


0.0583 


0.0523 


NA 


NA 


2x8 


0.1058 


0.1031 


0.1005 


0.0957 


00935 


0.0548 


NA 


2x10 


0.1058 


0.1031 


0.1005 


0.0957 


0.0935 


0.0894 


0.0838 


2x12 


0.1058 


0.1031 


0.1005 


0.0957 


0.0935 


0.0894 


0.0838 


2x6 


24 inches o.c. 


0.0941 


0.0907 


0.0875 


0.0538 


0.0486 


NA 


NA 


2x8 


0.0941 


0.0907 


0.0875 


0.0818 


0.0792 


0.0488 


NA 


2x10 


0.0941 


0.0907 


0.0875 


0.0818 


0.0792 


0.0745 


0.0697 


2x12 


0.0941 


0.0907 


0.0875 


0.0818 


0.0792 


0.0745 


0.0697 



For SI: I inch = 25.4 mm. 
NA = Not applicable 

a. Linear interpolation is permitted for determining f/-factors which are between those given in the table. 

b. Applies to steel framing up to a maximum thickness of 0.064 inches (16 gage). 
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covering shall extend 6 inches (152 mm) below finished 
grade level. 

602.1.10 Caulking, sealants and gasketing. All joints, 
seams, penetrations (site-built windows, doors and sky- 
lights), openings between window and door assembhes and 
their respective jambs and framing, and other sources of air 
leakage (infiltration and exfiltration) through the building 
envelope shall be caulked, gasketed, weatherstripped, 
wrapped or otherwise sealed to Umit uncontrolled air move- 
ment. 

602.1.11 Moisture control. Provisions for moisture con- 
trol shall be in accordance with Section 502.1.1. 

602.1.12 Recessed lighting fixtures. Where provided, re- 
cessed lighting fixtures shall be installed in accordance with 
Section 502.1.3. 

602.2 Maximum solar heat gain coefficient for fenestration 
products. In locations with heating degree days (HDD) less 
than 3,500, the area-weighted-average solar heat gain coeffi- 
cient (SHGC) for glazed fenestration installed in the building 
envelope shall not exceed 0.40. 

602.3 Fenestration exemption. Up to 1 percent of the total 
glazing area shall be exempt from the "Glazing fZ-factor" re- 
quirement in Table 602.1. 

602.4 Replacement fenestration. Where some or all of an ex- 
isting fenestration unit is replaced with an entirely new replace- 
ment fenestration product, including frame, sash and glazed 
portion, the replacement fenestration product shall have a 
^/-factor that does not exceed the "Fenestration [/-factor" re- 
quirement in Table 502.2.5 applicable to the cUmate zone 
(HDD) where the building is located. The replacement fenes- 
tration product(s) must also satisfy the air leakage require- 
ments and SHGC of Sections 601.3.2.2 and 602.2, 
respectively. 

Exception: Replacement skylights shall have a maximum 
[/-factor of 0.60 when installed in any location above 1 ,999 
HDD. 



to determine the electrical energy consumed by each tenant by I 
separately metering individual dwelling units. | 



SECTION 603 
MECHANICAL SYSTEP 



!S 



603»1 Heating and air-conditioning equipment and appli- 
ances. Heating and air-conditioning equipment and appliances 
shall comply with the applicable requirements of Section 503. 



SECTION 604 
SERVICE WATER HEATING 



604,1 Water-heating equipment and appliaeceso Wa- 
ter-heating equipment and appliances shall comply with the ap- 
plicable requirements of Section 504. 



SECTION 605 
ELECTRICAL POWER AND LIGHTING 

605.1 Electrical energy consumption. In residential build- 
ings having individual dwelling units, provisions shall be made 
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701 J Scope, Commercial buildings shall meet the require- 
ments of ASHRAE/IESNA 90. 1 . 

ExcepMosns Conmiercial buildings that comply with Chap- 
ter 8. 
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SECTIOM 8011 
GENilRAL 

ol Scope, The requirements contained in this chapter are 
appHcable to commercial buildings, or portions of commercial 
buildings. Buildings constructed in accordance with this chap- 
ter are deemed to comply with this code. 

Mhl AppIkatflOMo The requirements in Sections 802, 803, 
804 and 805 shall each be satisfied on an individual basis. 
Where one or more of these sections is not satisfied, compH- 
ance for that section(s) shall be demonstrated in accordance 
with the apphcable provisions of ASHRAE/IESNA 90.1. 

ExcepMoims Buildings conforming to Section 806, pro- 
vided Sections 802.1.2, 802.3, 803.2.1 or 803.3.1 as ap- 
plicable, 803.2.2 or 803.3.2 as applicable, 803.2.3 or 
803.3.3 as applicable, 803.2.8 or 803.3.6 as appHcable, 
803.2.9 or 803.3.7 as apphcable, 804, 805.2, 805.3, 
805.4, 805.6 and 805.7 are each satisfied. 



SECTDOM 802 
BUILDING ENVELOPE REQUIREMENTS 



rating of 1 perm (5.7 x 10 "^' kg/Pa s m^) or less, when 
tested in accordance with the dessicant method using Proce- r 
dure A of ASTM E 96. The vapor retarder shall be installed |_ 
on the warm-in- winter side of the insulation. 



Mlol GeMemL Walls, roof assemblies, floors, glazing and 
slabs on grade which are part of the building envelope for build- 
ings where the window and glazed door area is not greater than 
50 percent of the gross area of above-grade walls shall meet the 
requirements of Sections 802.2.1 through 802,2.9, as apphca- 
ble. Buildings with more glazing shall meet the applicable pro- 
visions of ASHRAE/IESNA 90.1. 

802,lol Classfl&aMoini of walfls. Walls associated with the 
building envelope shall be classified in accordance with 
Section 802.1.1.1, 802.1.1.2 or 802.1.1.3. 



ololol Above-graidle wallSo Above-grade walls are 
those walls covered by Section 802.2. 1 on the exterior of 
the building and completely above grade or the 
above-grade portion of a basement or first-story wall that 
is more than 15 percent above grade. 

8([D2oloIlo2 B(el(Ow=graidle waMSo Below-grade walls cov- 
ered by Section 802.2.8 are basement or first-story walls 
associated with the exterior of the building that are at 
least 85 percent below grade. 

BdDlalaloS limlten(0)r waMSo Interior walls covered by Sec- 
tion 802.2.9 are those walls not on the exterior of the 
building and that separate conditioned and uncondi- 
tioned space. 

Mlohl Mmstare comtroL All framed walls, floors and ceil- 
ings not ventilated to allow moisture to escape shall be pro- 
vided with an approved vapor retarder having a permeance 



L Buildings located in Chmate Zones 1 through 7 as 
indicated in Table 302.1. 

2. In construction where moisture or its freezing will 
not damage the materials. 

3. Where other approved means to avoid condensa- 
tion in unventilated framed wall, floor, roof and 
ceiling cavities are provided. 

^(ID2o2 Cdltedaio The building envelope components shall meet 
each of the applicable requirements in Tables 802.2(1), 
802.2(2), 802.2(3) and 802.2(4) based on the percentage of 
wall that is glazed. The percentage of wall that is glazed shall be 
determined by dividing the aggregate area of rough openings 
for glazing (windows and glazed doors) in all above-grade 
walls associated with the building envelope by the total gross 
area of all above-grade exterior walls that are a part of the build- 
ing envelope. In buildings with multiple types of building enve- 
lope construction, each building envelope construction type 
shall be evaluated separately. Where Table 802.2(1), 802.2(2), 
802.2(3) or 802.2(4) does not hst a particular construction type, 
the applicable provisions of ASHRAE/IESNA 90.1 shall be 
used in lieu of Section 802. 



8<ID2<.2ol Ato<ove=graidle waiSo The minimum thermal resis- 
tance (i?- value) of the insulating material(s) installed in the 
wall cavity between the framing members and continuously 
on the walls shall be as specified in Table 802.2(1), 
802.2(2), 802.2(3) or 802.2(4), based on framing type and 
construction materials used in the wall assembly. Where 
both cavity and continuous insulation values are provided in 
Table 802.2(1), 802.2(2), 802.2(3) or 802.2(4), both re- 
quirements shall be met. Concrete masonry units (CMU) at 
least 8 inches (203 mm) nominal in thickness with essen- 
tially equal amounts of mass on either side of the insulation 
layer are considered as having integral insulation; however, 
the thermal resistance of that insulation shall not be consid- 
ered when determining compliance with Table 802.2(1), 
802.2(2), 802.2(3) or 802.2(4). "Other masonry walls" shall 
include walls weighing at least 35 pounds per square foot 
(170 kg/m^) of wall surface area and do not include CMUs 
less than 8 inches (203 nmi) nominal in thickness. 

§©2,2<.2 NoegIai2©d doorSo. Nonglazed doors shall meet the 
apphcable requirements for windows and glazed doors and 
be considered as part of the gross area of above-grade walls 
that are part of the building envelope. 



2003 DiNlTCIRIMATIIOlNSAL EfiSSElRGY COMSERVATIOG^Q COOE^ 



53 



ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDiNGS 



TABLE 802.2(1) 

BUILDING ENVELOPE REQUIREMENTS^ *'''^°"9'^® 

WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 



ELEMENT 


CONDITION/VALUE 


Skylights (f/-factor) 




Slab or below-grade wall (if-value) 




Windows and glass doors 
PF < 0.25 
0.25 < PF < 0.50 
PF > 0.50 


SHGC 


fAfactor 














Roof assemblies (^-value) 

All-wood joist/truss 

Metal joist/truss 

Concrete slab or deck 

Metal purlin with thermal block 

Metal purlin without thermal block 


Insulation between framing 


Continuous insulation 






















Floors over outdoor air or unconditioned 
space (i?-value) 

All- wood joist/truss 

Metal joist/truss 

Concrete slab or deck 


Insulation between framing 


Continuous insulation 














Above-grade walls (/?-value) 

Framed 

/?- value cavity 

/?- value continuous 

CMU, > 8 in, with integral insulation 
/?-value cavity 

/?-value continuous 

Other masonry walls 
/?-value cavity 

/?-value continuous 


No framing 


[\/]etal framing 


Wood framing 


NA 






NA 






NA 












NA 













For SI: 1 inch = 25.4 mm. 

a. Values shall be determined from Tables 802.2(5) through 802.2(37) using the climate zone(s) specified in Table 302.1. (Note: The tables begin on page 78.) 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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TABLE 802.2(2) 

BUILDING ENVELOPE REQUIREMENTS^ *^''°"9'^® 

WBBSIOOW AND GLAZED DOOR AREA GREATER THAISS 110 PERCENT 

BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 



ELEWiEWT 


CONDmOiSJ/VALUE 


Skylights (^/-factor) 




Slab or below-grade wall (i2-vatae) 




Wnndlows amdl glass doors 
PF < 0.25 
0.25 < PF < 0.50 
PF > 0.50 


SHGC 


0-factor 














Roof assemWies (iJ-valee) 
All-wood joist/truss 
Metal joist/truss 
Concrete slab or deck 
Metal purlin with thermal block 
Metal purlin without thermal block 


Insulation between framing 


Continuous insuiation 






















Floors over oetdoor air or ueconditioeed 
space (^-valee) 

All-wood joist/truss 

Metal joist/truss 

Concrete slab or deck 


insulation between framing 


Continuous insulation 














Above-grade walls (if-value) _ 

Framed 
/?- value cavity 

/?- value continuous 

CMU, > 8 in, with integral insulation 
/?- value cavity 

^-value continuous 

Other masonry walls 
/?-value cavity 

/?-vaIue continuous 


iSlo framing 


iVietai framing 


Wood framing 


NA 






NA 






NA 












NA 













For SI: 1 inch = 25.4 mm. 

a. Values shall be determined from Tables 802.2(5) through 802.2(37) using the climate zone(s) specified in Table 302.1. (Note: The tables begin on page 78.) 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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TABLE 802.2(3) 

BUBLDIiSMG ENVELOPE REQUIREMENTS^ **^''°"9^^® 

WINDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT 

BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 



ELEMENT 


COMDiTlON/VALUE 


Skylights (C/-factor) 




SIlab or below-grade walJ (i?-valiie) 




Windows and glass doors 
PF < 0.25 
0.25 < PF < 0.50 
PF > 0.50 


SHGC 


factor 














Roof assemblies (If-value) 
All- wood joist/truss 
Metal joist/truss 
Concrete slab or deck 
Metal purlin with thermal block 
Metal purlin without thermal block 


Qnsulation between framing 


Continuous insulation 






















Floors over outdoor air or unconditioned 
space (i?-value) 

All-wood joist/truss 

Metal joist/truss 

Concrete slab or deck 


Insulation between framing 


Continuous insulation 














Above-grade walls (if -value) 

Framed 

/?-value cavity 

/?- value continuous 

CMU, > 8 in, with integral insulation 
/?-value cavity 

/?-value continuous 

Other masonry walls 
/?-value cavity 

/?-value continuous 


Ho framing 


[\/ietai framing 


Wood frammg 


NA 






NA 






NA 












NA 













For SI: 1 inch = 25.4 mm. 

a. Values shall be determined from Tables 802.2(5) through 802.2(37) using the climate zone(s) specified in Table 302.1. (Note: The tables begin on page 78.) 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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TABLE 802.2(4) 

BUBLDICSSG ENVELOPE REQyBREyENTS^*'^^**"^*^® 

WINDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT 

BUT NOT GREATER THAN THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 



ELEftflENT 


CONDmOiWALUE 


Skylights (^-factor) 




Slab or below-grade wall (^-vatae) 




Wimdows ainid glass doors 
PF < 0.25 
0.25 <PF< 0.50 
PF>0.50 


SUGC 


U-factor 














Roof assemmblies (^-valme) 
All- wood joist/truss 
Metal joist/truss 
Concrete slab or deck 
Metal purlin with thermal block 
Metal purlin without thermal block 


Dnsulation between framing 


Continuous insulation 






















Floors over oMdoor air or 
emcoinidSltioinied space (^-valine) 

All-wood joist/truss 

Metal joist/truss 

Concrete slab or deck 


Dnsulation between framing 


Continuous insulation 














Above-grade walls (i^-valme) 

Framed 

/?-value cavity 

/?-value continuous 

CMU, > 8 in, with integral insulation 
/?- value cavity 

/?- value continuous 

Other masonry walls 
i?-value cavity 

/?-value continuous 


[V!o framing 


Metal framing 


Wood framing 


NA 






NA 






NA 












NA 













For SI: 1 inch = 25.4 mm. 

a. Values shall be determined from Tables 802.2(5) through 802.2(37) using the climate zone(s) specified in Table 302.1. (Note: The tables begin on page 78.) 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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802.2.3 Windows and glass doors. The maximum solar 
heat gain coefficient (SHGC) and thermal transmittance 
(^/-factor) of window assemblies and glass doors located in 
the building envelope shall be as specified in Table 802.2(1), 
802.2(2), 802.2(3) or 802.2(4), based on the window projec- 
tion factor. 

The window projection factor shall be determined in ac- 
cordance with Equation 8- 1 . 

PF = A/B (Equation 84) 

where: 

PF = Projection factor (decimal). 

A = Distance measured horizontally from the furthest 
continuous extremity of any overhang, eave, or 
permanently attached shading device to the vertical 
surface of the glazing. 

B = Distance measured vertically from the bottom of 
the glazing to the underside of the overhang, eave, 
or permanently attached shading device. 

Where different windows or glass doors have different 
PF values, they shall each be evaluated separately, or an 
area-weighted PF value shall be calculated and used for all 
windows and glass doors. 

802.2.4 Roof assembly. The minimum thermal resistance 
(/?- value) of the insulating material installed either between 
the roof framing or continuously on the roof assembly shall 
be as specified in Table 802.2(1), 802.2(2), 802.2(3) or 
802.2(4), based on construction materials used in the roof 
assembly. 

802.2.5 SkyllglitSo Skylights located in the building enve- 
lope shall be limited to 3 percent of the gross roof assembly 
area and shall have a maximum thermal transmittance 
(L^- factor) of the skylight assembly as specified in Table 
802.2(1), 802.2(2), 802.2(3) or 802.2(4). 

802.2.6 Floors over outdoor air or emcoeditioned space. 
The minimum thermal resistance (/?- value) of the insulating 
material installed either between the floor framing or con- 
tinuously on the floor assembly shall be as specified in Table 
802.2(1), 802.2(2), 802.2(3) or 802.2(4) based on construc- 
tion materials used in the floor assembly. 

802.2.7 Slabs on grade. The minimum thermal resistance 
(/?- value) of the insulation around the perimeter of the slab 
floor shall be as specified in Table 802.2(1), 802.2(2), 
802.2(3) or 802.2(4). The insulation shall be placed on the 
outside of the foundation or on the inside of a foundation 
wall. The insulation shall extend downward from the top of 
the slab for a minimum of 48 inches (1219 mm) or down- 
ward to at least the bottom of the slab and then horizontally 
to the interior or exterior for a minimum total distance of 48 
inches (1219 mm). 

802.2.8 Below-grade waMs, The minimum thermal resis- 
tance (/?- value) of the insulating material installed in, or 
continuously on, the below-grade walls shall be as specified 
in Table 802.2(1), 802.2(2), 802.2(3) or 802.2(4) and shall 



extend to a depth of 1 feet (3048 mm) below the outside fin- 
ish ground level, or to the level of the floor, whichever is 

less. 

802o2.9 Interior walls. The minimum thermal resistance 
(/?- value) of the insulating material installed in the wall cav- 
ity or continuously on the interior walls shall be as specified 
in Table 802.2(1) for above-grade walls, regardless of glaz- 
ing area, based on framing type and construction materials 
used in the wall assembly. 

802.3 Air leakage. The requirements for air leakage shall be as 
specified in Sections 802.3.1 and 802.3.2. 

8023.1 Window and door assemblies. The air leakage of 
window and sliding or swinging door assemblies that are 
part of the building envelope shall be determined in accor- 
dance with AAMA/WDMA 101/I.S.2 or 
101/I.S.2/NAFS-02, or NFRC 400 by an accredited, inde- 
pendent laboratory, and labeled and certified by the manu- 
facturer and shall not exceed the values in Table 502. 1 .4. 1 . 

Exception: Site-constructed windows and doors that are 
weathers tripped or sealed in accordance with Section 
802.3.3. 

802.3.2 Certam wall, storefront glazing and commercial 
entrance doors. Curtain wall, storefront glazing and com- 
mercial-glazed swinging entrance doors and revolving 
doors shall be tested for air leakage at 1.57 pounds per 
square foot (psf) (75 Pa) in accordance with ASTM E 283. 
For curtain walls and storefront glazing, the maximum air 
leakage rate shall be 0.3 cubic feet per minute per square 
foot (cfm/ft^) (5.5 m^/h • m^) of fenestration iirea. For com- 
mercial glazed swinging entrance doors and revolving 
doors, the maximum air leakage rate shall be 1.00 cfm/ft^ 
(18.3 m^/h • m^)ofdoor area when tested in accordance with 
ASTM E 283. 

8152.3,3 Sealing of the beilding envelope. Openings and 
penetrations in the building envelope shall be sealed with 
caulking materials or closed with gasketing systems com- 
patible with the construction materials and location. Joints 
and seams shall be sealed in the same manner or taped or 
covered with a moisture vapor-permeable wrapping mate- 
rial. Sealing materials spanning joints between construction 
materials shall allow for expansion and contraction of the 
construction materials. 

8!l2o3.4 Dampers integral to the building envelope. Stair, 
elevator shaft vents, and other dampers integral to the build- 
ing envelope shall be equipped with motorized dampers 
with a maximum leakage rate of 3 cfm/ft^ [5.1 L/s • m^] at 
1.0 inch water gauge (w.g.) (250 Pa) when tested in accor- 
dance with AMCA 500. 

Exception: Gravity (nonmotorized) dampers are permit- 
ted to be used in buildings less than three stories in height 
above grade. 

8lli2o3.5 Loading dock weatherseals. Cargo doors and 
loading dock doors shall be equipped with weatherseals to 
restrict infiltration when vehicles are parked in the doorway. 
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8ll2o3o6 Vestibules. A door that separates conditioned space 
from the exterior shall be protected with an enclosed vesti- 
bule, with all doors opening into and out of the vestibule 
equipped with self-closing devices. Vestibules shall be de- 
signed so that in passing through the vestibule it is not neces- 
sary for the interior and exterior doors to open at the same time. 

Exceptlomss 

1. Buildings in Climate Zones la through 4b as indi- 
cated in Table 302. 1 . 

2. Doors not intended to be used as a building en- 
trance door, such as doors to mechanical or electri- 
cal equipment rooms. 

3 . Doors opening directly from a guestroom or dwell- 
ing unit. 

4. Doors that open directly from a space less than 
3,000 square feet (298 m^) in area. 

5. Revolving doors. 

6. Doors used primarily to facilitate vehicular move- 
ment or material handhng and adjacent personnel 
doors. 

802o3o7 Recessed llghtmg ixtoreSo When installed in the 
building envelope, recessed lighting fixtures shall meet one 
of the following requirements: 

1 . Type IC rated, manufactured with no penetrations be- 
tween the inside of the recessed fixture and ceiling 
cavity and sealed or gasketed to prevent air leakage 
into the unconditioned space. 

2. Type IC or non-IC rated, installed inside a sealed box 
constructed from a minimum 0.5-inch-thick (12.7 
mm) gypsum wallboard or constructed from a pre- 
formed polymeric vapor barrier, or other air-tight as- 
sembly manufactured for this purpose, while 
maintaining required clearances of not less than 0.5 
inch (12.7 mm) from combustible material and not 
less than 3 inches (76 mm) from insulation material. 

3. Type IC rated, in accordance with ASTM E 283 ad- 
mitting no more than 2.0 cubic feet per minute (cfm) 
(0.944 L/s) of air movement from the conditioned 
space to the ceiling cavity. The hghting fixture shall 
be tested at 1.57 psf (75 Pa) pressure difference and 
shall be labeled. 



SECTQON 803 
ING MECHANICAL SYSTEMS 

M3A GemieraL This section covers the design and construction 
of mechanical systems and equipment serving the building 
heating, cooling or ventilating needs. 



olol CompMaEceo Compliance with Section 803 shall be 
achieved by meeting either Section 803.2 or 803.3. 

§<D3c2 Simple HVAC systems aed eqrapmemitto This section 
appHes to buildings served by unitary or packaged HVAC 
equipment listed in Tables 803.2.2(1) through 803.2.2(5), each 
serving one zone and controlled by a single thermostat in the 
zone served. It also applies to two-pipe heating systems serving 
one or more zones, where no cooling system is installed. 



This section does not apply to fan systems serving multiple 
zones, nonunitary or nonpackaged HVAC equipment and sys- 
tems or hydronic or steam heating and hydronic cooling equip- 
ment and distribution systems that provide cooling or cooling 
and heating which are covered by Section 803.3. 

[M] 8ll3o2 J CaflceMi®M olT Sneatiinig ami cooling loadSo 
Design loads shall be determined in accordance with the 
procedures described in the ASHRAE Fundamentals 
Handbook. Heating and cooling loads shall be adjusted to 
account for load reductions that are achieved when energy 
recovery systems are utilized in the HVAC system in accor- 
dance with the ASHRAE HVAC Systems and Equipment 
Handbook. Alternatively, design loads shall be determined 
by an approved equivalent computation procedure, using 
the design parameters specified in Chapter 3. 

g€)3.2.1al EqtmipmeEnt aind system SflzSingo Heating and 
cooling equipment and systems capacity shall not exceed 
the loads calculated in accordance with Section 803.2.1. 
A single piece of equipment providing both heating and 
cooling must satisfy this provision for one function with 
the capacity for the other function as small as possible, 
within available equipment options. 

8§3o2o2 HVAC eqEEpmeiriKt performainice reqiairemeinilts. 
Equipment shall meet the minimum efficiency require- 
ments of Tables 803.2.2(1), 803.2.2(2), 803.2.2(3), 
803.2.2(4) and 803.2.2(5), when tested and rated in accor- 
dance with the applicable test procedure. The efficiency 
shall be verified through data furnished by the manufacturer 
or through certification under an approved certification pro- 
gram. Where multiple rating conditions or performance re- 
quirements are provided, the equipment shall satisfy all 
stated requirements. 



i,2o3ol Temperature coEitrolSo Each heating and 
cooling system shall have at least one solid-state pro- 
grammable thermostat. The thermostat shall have the ca- 
pability to set back or shut down the system based on day 
of the week and time of day, and provide a readily acces- 
sible manual override that will return to the presetback or 
shutdown schedule without reprogramming. 

Exceptloims: 

1. HVAC systems serving hotel/motel 
guestrooms. 

2. Packaged terminal air conditioners, packaged 
terminal heat pumps and room air conditioner 
systems. 

803o23o2 Heat pmmp smipplememitary Meat, Heat 
pumps having supplementary electric-resistance heat 
shall have controls that, except during defrost, prevent 
supplemental heat operation when the heat pump can 
meet the heating load. 



3o2o3 Tempersitere aed liiiimMaty coEtroISo Require- 
ments for temperature and humidity controls shall be as 
specified in Sections 803.2.3.1 and 803.2.3.2. 



>,2o3o3 HnjimMMy coetrolSo When humidistats are in- 
stalled, they shall have the capability to prevent the use of Q 
fossil fuel or electric power to achieve a humidity below 
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60 percent when the system controlled is cooling, and 
above 30 percent when the system controlled is heating. 

Exceptions: 

1. Systems serving spaces where specific humid- 
ity levels are required to satisfy process needs, 
such as computer rooms, museums, surgical 
suites and buildings with refrigerating systems, 
such as supermarkets, refrigerated warehouses 
and ice arenas. 

2. Systems where humidity is removed as the re- 
sult of the use of a desiccant system with energy 
recovery. 

3. Reheat systems utilizing site-recovered (in- 
cluding condenser heat) or site-solar energy 
sources. 

803.2.4 Hydronic system controls, Hydronic systems of at 
least 600,000 British thermal units per hour (Btu/h) (175 
860 W) design capacity supplying heated water to comfort 
conditioning systems shall include controls that meet the re- 
quirements of Section 803.3.3.7. 

803.2.5 Yentllatioii. Ventilation, either natural or mechani- 
cal, shall be provided in accordance with Chapter 4 of the In- 
ternational Mechanical Code. Where mechanical 
ventilation is provided, the system shall provide the capabil- 
ity to reduce the outdoor air supply to the minimum required 
by Chapter 4 of the International Mechanical Code. 



803o2.6 Coolieg with outdoor air. Each system with a cool- 
ing capacity greater than 65,000 Btu/h (19 kW) located in 
other than Climate Zones 1 , 2, 3b, 5a or 6b as shown in Table 
302.1 shall have an economizer that will automatically shut 
off the cooling system and allow all of the supply air to be 
provided directly from outdoors. 

Economizers shall be capable of operating at 100-percent 
outside air, even if additional mechanical cooling is required 
to meet the cooling load of the building. Where a single 
room or space is supplied by multiple air systems, the aggre- 
gate capacity of those systems shall be used in applying this 
requirement. 

Exceptions: 

1. Where the cooling equipment is covered by the 
minimum efficiency requirements of Table 
803.2.2(1) or 803.2.2(2) and meets the efficiency 
requirements of Table 803.2.6. 

2. Systems with air or evaporatively cooled 
condensors and which serve spaces with open case 
refrigeration or that require filtration equipment in 
order to meet the minimum ventilation require- 
ments of Chapter 4 of the International Mechani- 
cal Code. 

3. Systems with a cooling capacity less than 135,000 
Btu/h (40 kW) in Climate Zones 3c, 5b, 7, 1 3b, and 
14. 



TABLE 803.2.2(1) 

UWDTARY A8R CONDBTIONERS AMD CONDENSING UNSTS, ELECTRBCALLY OPERATED, 

MINIMUM EFFICIENCY REQUIREMENTS 



EQUIPMENT TYPE 


SIZE CATEGORY 


SUBCATEGORY OR 
RATING CONDITION 


mnmxm 

EFFICIENCY ^ 


TEST PROCEDURE^ 


Air conditioners, 
Air cooled 


< 65,000 Btu/h^ 


Split system 


10.0 SEER 


ARI 210/240 


Single package 


9.7 SEER 


> 65,000 Btu/h and 
< 135,000 Btu/h 


Split system and 
single package 


10.3 EER^ 


> 135,000 Btu/h and 
< 240,000 Btu/h 


Split system and 
single package 


9.7 EER^ 


ARI 340/360 


> 240,000 Btu/h and 
< 760,000 Btu/h 


Split system and 
single package 


9.5 EER^ 
9.7 IPLV^ 


> 760,000 Btu/h 


Split system and 
single package 


9.2 EER^ 
9.4 IPLV^ 


Air conditioners. Water and 
evaporatively cooled 


< 65,000 Btu/h 


Split system and 
single package 


12.1 EER 


ARI 210/240 


> 65,000 Btu/h and 
< 135,000 Btu/h 


Split system and 
single package 


11.5EER'^ 


> 135,000 Btu/h and 
< 240,000 Btu/h 


Split system and 
single package 


U.OEER^ 


ARI 340/360 


> 240,000 Btu/h 


Split system and 
single package 


U.OEER^ 
10.3 IPLV^ 



For SI: 1 British thermal unit per hour = 0.293 1 W. 

a. Chapter 10 contains a complete specification of the referenced test procedure, including the referenced year version of the test procedure. 

b. IPLVs are only applicable to equipment with capacity modulation. 

c. Deduct 0.2 from the required EERs and IPLVs for units with a heating section other than electric resistance heat. 

d. Single-phase air-cooled air conditioners < 65,000 Btu/h are regulated by the National Appliance Energy Conservation Act of 1987 (NAECA). SEER values are 
those set by NAECA. 
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TABLE 803.2.2(2) 

UiSUDTARY AS^D APPLBED HEAT PUiViPS, ELECTRBCALLY OPERATED, 

BVaDESSDMyEVJ EFFDCIEiSllCY REQUIREMENTS 



EQUIPMENT TYPE 


SIZE CATEGORY 


SUBCATEGORY OR 
RATING CONDDTION 


MBNIMUM 
EFFDCDENCY** 


TEST PROCEDURE^ 


Air cooled (Cooling mode) 


< 65,000 Btu/h^ 


Split system 


10.0 SEER 


ARI 210/240 


Single package 


9.7 SEER 


> 65,000 Btu/h and 
< 135,000 Btu/h 


Split system and 
single package 


10.1 EER'^ 


> 135,000 Btu/h and 
< 240,000 Btu/h 


Split system and 
single package 


9.3 EER^ 


ART 340/360 


> 240,000 Btu/h 


Split system and 
single package 


9.0 EER'^ 
9.2 IPLV^ 


Water source 
(Cooling mode) 


< 17,000 Btu/h 


86^F entering water 


11.2EER 


ARI/ASHRAE- 13256-1 


> 17,000 Btu/h and 
< 135,000 Btu/h 


86°F entering water 


12.0 EER 


ARI/ASHRAE- 13256-1 


Groundwater source 
(Cooling mode) 


< 135,000 Btu/h 


59°F entering water 


16.2 EER 


ARI/ASHRAE- 13256-1 


Ground source 
(Cooling mode) 


< 135,000 Btu/h 


77^F entering water 


13.4 EER 


ARI/ASHRAE- 13256-1 


Air cooled 
(Heating mode) 


< 65,000 Btu/h^ 
(Cooling capacity) 


SpHt system 


6.8 HSPF 


ARI 210/240 


Single package 


6.6 HSPF 


> 65,000 Btu/h and 

< 135,000 Btu/h 

(Cooling capacity) 


47«Fdb/43Twb 
outdoor air 


3.2 COP 


> 135,000 Btu/h 
(Cooling capacity) 


4TF db/43°F wb 
outdoor air 


3.1 COP 


ARI 340/360 


Water source 
(Heating mode) 


< 135,000 Btu/h 
(Cooling capacity) 


68°F entering water 


4.2 COP 


ARI/ASHRAE- 13256-1 


Groundwater source 
(Heating mode) 


< 135,000 Btu/h 
(Cooling capacity) 


50°F entering water 


3.6 COP 


ARI/ASHRAE- 13256-1 


Ground source 
(Heating mode) 


< 135,000 Btu/h 
(Cooling capacity) 


32^F entering water 


3.1 COP 


ARI/ASHRAE- 13256-1 



For SI: "C = [(°F) - 32] / 1.8, IBritish thermal unit per hour = 0.2931W. 
db = dry-bulb temperature, °F 
wb = wet-bulb temperature, °F 

a. Chapter 10 contains a complete specification of the referenced test procedure, including the referenced year version of the test procedure. 

b. IPLVs and Part load rating conditions are only applicable to equipment with capacity modulation. 

c. Deduct 0.2 from the required EERs and IPLVs for units with a heating section other than electric resistance heat. 

d. Single-phase air-cooled heat pumps < 65,000 Btu/h are regulated by the National Appliance Energy Conservation Act of 1987 (NAECA). SEER and HSPF values 
are those set by NAECA. 
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TABLE 803.2.2(3) 
PACKAGED TERMINAL AIR CONDITIONERS AND PACKAGED TERMINAL HEAT PUMPS 



EQUIPMENT TYPE 


SIZE CATEGORY (INPUT) 


SUBCATEGORY OR 
RATING CONDBTION 


MINIMUM 
EFFICIENCY*' 


TEST PROCEDURE^ 


PTAC (Cooling mode) 
New construction 


All capacities 


95°F db outdoor air 


12.5 -(0.213- Cap/1000) EER 


ARI 310/380 


PTAC (Cooling mode) 
Replacements'^ 


All capacities 


95T db outdoor air 


10.9 -(0.213- Cap/1000) EER 


PTHP (Cooling mode) 
New construction 


All capacities 


95^F db outdoor air 


12.3 -(0.213 -Cap/1000) EER 


PTHP (Cooling mode) 
Replacements^ 


All capacities 


95°F db outdoor air 


10.8 -(0.213 -Cap/1000) EER 


PTHP (Heating mode) 
New construction 


All capacities 


— 


3.2 - (0.026 - Cap/1000) COP 


PTHP (Heating mode) 
Replacements^ 


All capacities 


— 


2.9 ~ (0.026 • Cap/1000) COP 



For SI:°C = [(°F) - 32] / 1.8, 1 British thermal unit per hour = 0.2931W. 
db = dry-bulb temperature, °F 
wb = wet-bulb temperature, °F 

a. Chapter 10 contains a complete specification of the referenced test procedure, including the referenced year version of the test procedure. 

b. Cap means the rated cooling capacity of the product in Btu/h. If the unit's capacity is less than 7,000 Btu/h, use 7,000 Btu/h in the calculation. If the unit's capacity 
is greater than 15,000 Btu/h, use 15,000 Btu/h in the calculation. 

c. Replacement units must be factory labeled as follows: "MANUFACTURED FOR REPLACEMENT APPLICATIONS ONLY; NOT TO BE INSTALLED IN 
NEW CONSTRUCTION PROJECTS." Replacement efficiencies apply only to units with existing sleeves less than 16 inches (406 mm) high and less than 42 
inches (1067 mm) wide. 

TABLE 803.2.2(4) 

WARM AIR FURNACES AND COMBINATION WARM AIR FURNACES/AIR-CONDITIONING UNITS, 

WARM AIR DUCT FURNACES AND UNIT HEATERS, MINIMUM EFFICIENCY REQUIREMENTS 



EQUIPMENT TYPE 


SIZE CATEGORY (INPUT) 


SUBCATEGORY OR 
RATING CONDITBON 


MINIMUM 
EFFICIENCY**® 


TEST PROCEDURE^ 


Warm air furnaces, gas fired 


< 225,000 Btu/h 


— 


78% AFUE 

or 

80% £,^ 


DOE 10 CFR 

Part 430 or 
ANSI Z2 1.47 


> 225,000 Btu/h 


Maximum capacity'^ 


80% E/ 


ANSI Z2 1.47 


Warm air furnaces, oil fired 


< 225,000 Btu/h 


— - 


78% AFUE 

or 

80% £,^ 


DOE 10 CFR 

Part 430 or 
UL727 


> 225,000 Btu/h 


Maximum capacity^ 


81%E,s 


UL727 


Warm air duct furnaces, 
gas fired 


All capacities 


Maximum capacity^ 


80% E^ 


ANSIZ83.9 


Warm air unit heaters, 
gas fired 


All capacifies 


Maximum capacity'' 


80% E, 


ANSIZ83.8 


Warm air unit heaters, 
oil fired 


All capacities 


Maximum capacity^ 


80% E, 


UL731 



For SI: 1 British thermal unit per hour = 0.293 IW. 

a. Chapter 10 contains a complete specification of the referenced test procedure, including the referenced year version of the test procedure. 

b. Minimum and maximum ratings as provided for and allowed by the unit's controls. 

c. Combination units not covered by the National Appliance Energy Conservation Act of 1987 (NAEC A) (3-phase power or cooling capacity greater than or equal to 
65,000 Btu/h [19 kW]) shall comply with either rating. 

d. E, = Thermal efficiency. See test procedure for detailed discussion. 

e. E^ = Combustion efficiency (100% less flue losses). See test procedure for detailed discussion. 

f E^ = Combustion efficiency. Units must also include an IID, have jacket losses not exceeding 0.75 percent of die input rating, and have either power venting or a 
flue damper. A vent damper is an acceptable alternative to a flue damper for those furnaces where combusdon air is drawn from the conditioned space. 

g. Ej = Thermal efficiency. Units must also include an IID, have jacket losses not exceeding 0.75 percent of the input rating, and have either power venting or a flue 
damper. A vent damper is an acceptable alternative to a flue damper for those furnaces where combustion air is drawn from the condidoned space. 
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TABLE 803.2.2(5) 
BOiLERS, GAS- Ali^O OSL-RREO, MEMfliVSUM EFFBCIlEhfCY REQUIieEMEfSSTS 



EQUSPftflENT TYPE* 


SIZE CATEGORY 
(INPUT) 


SUBCATEGORY OR RATING 

CONOmOM 


GVaSNlWM 

EFRCBENCY*='*^'® 


TEST PROCEDURE^ 


Boilers, Gas fired 


< 300,000 Btu/h 


Hot water 


80% AFUE 


DOE 10 CFR 

Part 430 


Steam 


75% AFUE 


> 300,000 Btu/h and 
< 2,500,000 Btu/h 


Minimum capacity'' 


75% E, 


H.I. HBS 86 


> 2,500,000 Btu/h^ 


Hot water 


80% E, 


Steam 


80% E, 


Boilers, Oil fired 


< 300,000 Btu/h 


— 


80% AFUE 


DOE 10 CFR 

Part 430 


> 300,000 Btu/h and 
< 2,500,000 Btu/h 


Minimum capacity'' 


78% E, 


H.I. HBS 86 


> 2,500,000 Btu/h^ 


Hot water 


83% E, 


Steam 


83% E, 


Boilers, Oil fired (Residual) 


> 300,000 Btu/h and 
< 2,500,000 Btu/h 


Minimum capacity'' 


78% E, 


H.I. HBS 86 


> 2,500,000 Btu/hf 


Hot water 


83% E, 


Steam 


83% E, 



For SI: 1 British thermal unit per hour = 0.2931W. 

a. Chapter 10 contains a complete specification of the referenced test procedure, including the referenced year version of the test procedure. 

b. Minimum ratings as provided for and allowed by the unit's controls. 

c. E^ = Combustion efficiency (100 percent less flue losses). See reference document for detailed information. 

d. E^ = Thermal efficiency. See reference document for detailed information, 

e. Alternative test procedures used at the manufacturer's option are ASME PTC-4. 1 for units greater than 5,000,000 Btu/h input, or ANSI Z21 . 13 for units greater 
than or equal to 300,000 Btu/h and less than or equal to 2,500,000 Btu/h input. 

f. These requirements apply to boilers with rated input of 8,000,000 Btu/h or less that are not packaged boilers, and to all packaged boilers. Minimum efficiency re- 
quirements for boilers cover all capacities of packaged boilers. 



TABLE 803.2.6 

yiissaiivaytva equdpevsent EFFfiCiEssacv ECO!NiOi\^fiZEe exceptdon 



TOTAL COOLING CAPACBTY OF 
EQUDPSViENT 


BU1LD8NG LOCATlOiS! 


Zones 6a, 9a, 1 0a, 11 a, 1 2a, 1 2b, 1 3a, 
13b, 14a, 14b, 15-19 


Zones 3a, 3b, 4a, 7a, 8, 9b, 1 0b, 1 1 b 


Zones 4b, 5a, 5b, 6b, 7b 


90,000 Btu/h to 134,999 Btu/h 


Not Applicable 


11.4EER 


10.4 EER 


135,000 Btu/h to 759,999 Btu/h 


Not Applicable 


10.9 EER 


9.9 EER 


760,000 Btu/h or more 


Not Applicable 


10.5 EER 


9.6 EER 



For SI: °C = [(°F)-32]/l .8, 1 British thermal unit per hour = 0.293 1 W. 
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803.2.7 Shutoff dampers. Outdoor air supply and exhaust 
ducts shall be provided with automatic means to reduce and 
shut off airflow. 

Exceptions: 

1 . Systems serving areas designed for continuous op- 
eration. 

2. Individual systems with a maximum 3,000 cfm 
(1416 L/s) airflow rate. 

3. Systems with readily accessible manual dampers. 

4. Where restricted by health and life safety codes. 

803.2.8 Duct and plenum insulation and sealing. All sup- 
ply and return air ducts and plenums shall be insulated with 
a minimum of R-5 insulation when located in unconditioned 
spaces and with a minimum of R-8 insulation when located 
outside the building. When located within a building enve- 
lope assembly, the duct or plenum shall be separated from 
the building exterior or unconditioned or exempt spaces by a 
minimum of R-8 insulation. 

Exceptions 2 

1 . When located within equipment. 

2. When the design temperature difference between 
the interior and exterior of the duct or plenum does 
not exceed 15T(8^C). 

All joints, longitudinal and transverse seams and connec- 
tions in ductwork, shall be securely fastened and sealed with 
welds, gaskets, mastics (adhesives), mastic-plus-embed- 
ded-fabric systems, or tapes. Tapes and mastics used to seal 
ductwork shall be listed and labeled in accordance with UL 
181 A or UL 18 IB. Duct connections to flanges of air distri- 
bution system equipment shall be sealed and mechanically 
fastened. Unhsted duct tape is not permitted as a sealant on 
any metal ducts. 

803.2.8.1 Duct construction. Ductwork shall be con- 
structed and erected in accordance with the International 
Mechanical Code. 

803.2.8.1.1 High- and medium-pressure duct sys- 
tems. All ducts and plenums operating at a static pres- 
sures greater than 2 inches w.g. (500 Pa) shall be 
insulated and sealed in accordance with Section 
803.2.8. Ducts operating at a static pressures in excess 
of 3 inches w.g. (750 Pa) shall be leak tested in accor- 
dance with Section 803.3.6. Pressure classifications 
specific to the duct system shall be clearly indicated 
on the construction documents in accordance with the 
International Mechanical Code. 

803.2.8.1.2 Low-pressure duct systems. All longitu- 
dinal and transverse joints, seams and connections of 
supply and return ducts operating at a static pressure 
less than or equal to 2 inches w.g. (500 Pa) shall be se- 
curely fastened and sealed with welds, gaskets, 
mastics (adhesives), mastic-plus-embedded-fabric 
systems or tapes installed in accordance with the man- 
ufacturer's installation instructions. Pressure classifi- 
cations specific to the duct system shall be clearly 



indicated on the construction documents in accor- 
dance with the International Mechanical Code. 

Exception: Continuously welded and lock- 
ing-type longitudinal joints and seams on ducts op- 
erating at static pressures less than 2 inches w.g. 
(500 Pa) pressure classification. 

803,2.9 Piping imsulation. All piping serving as part of a 
heating or cooling system shall be thermally insulated in ac- 
cordance with Section 803.3.7. 

803,3 Complex HVAC systems and equipment. This section 
applies to buildings served by HVAC equipment and systems 
not covered in Section 803.2. 

803.3.1 Calculation of heating and cooling loads. Design 
loads shall be determined in accordance with Section 
803.2.1. 

8(13.3.1,1 Equipment and system sizing. Heating and 
cooUng equipment and system capacity shall not exceed 
the loads calculated in accordance with Section 803.2. 1 . 

Exceptions s 

L Required standby equipment and systems pro- 
vided with controls and devices that allow such 
systems or equipment to operate automatically 
only when the primary equipment is not operat- 
ing. 

2. Multiple units of the same equipment type with 
combined capacities exceeding the design load 
and provided with controls that have the capa- 
bility to sequence the operation of each unit 
based on load. 

803.3.2 HVAC equipment performance requirements. 
Equipment shall meet the minimum efficiency requirements 
of Tables 803.3.2(1) through 803.3.2(6) and Table 
803.2.2(5), when tested and rated in accordance with the ap- 
plicable test procedure. The efficiency shall be verified 
through certification under an approved certification pro- 
gram or, if no certification program exists, the equipment ef- 
ficiency ratings shall be supported by data furnished by the 
manufacturer. Where multiple rating conditions or perfor- 
mance requirements are provided, the equipment shall sat- 
isfy all stated requirements. Where components, such as 
indoor or outdoor coils, from different manufacturers are 
used, calculations and supporting data shall be furnished by 
the designer that demonstrate that the combined efficiency 
of the specified components meets the requirements herein. 

Where unitary or prepackaged equipment is used in a 
complex HVAC system and is not covered by Section 
803.3.2, the equipment shall meet the applicable require- 
ments of Section 803.2.2. 

Exception: Equipment hsted in Table 803.3.2(2) not de- 
signed for operation at ARI Standard test conditions of 
44op ^-joQ^ leaving chilled water temperature and 85 °F 
(29°C) entering condenser water temperature shall have 
a minimum full load COP and IPLV rating as shown in 
Tables 803.3.2(3) through 803.3.2(5) as applicable. The 
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table values are only applicable over the following full 
load design ranges: 

Leaving Chilled 

Water Temperature: 40 to 48T (4 to 9°C) 

Entering Condenser 

Water Temperature: 75 to 85T (24 to 29T) 



Condensing Water 

Temperature Rise: 5 to 15°F (A3 to A8T ) 

Chillers designed to operate outside of these ranges are 
not covered by this code. 



TABLE 803.3.2(1) 
COiSfDEESSSiSSiG UIMiTS, ELECTRDCALLY OPERATED, SVaOIMiWaUiVI EFFICBEIMCY REOUBREIViEBSlTS 



EQUlPiWENT TYPE 


SiZE CATEGORY 


MBNOMUM 
EFFDCDENCY*' 


TEST PROCEDURE^ 


Condensing units, 
Air cooled 


> 135,000 Btu/h 


10.1 EER 

11.2 IPLV 


ARI365 


Condensing units, 
Water or evaporatively cooled 


> 135,000 Btu/h 


13.1 EER 
13.1 IPLV 



For SI: I British thermal unit per hour = 0.293 1 W. 

a. Chapter 10 contains a complete specification of the referenced test procedure, including the referenced year version of the test procedure. 

b. IPLVs are only applicable to equipment with capacity modulation. 

TABLE 803.3.2(2) 
WATER CHILLiNG PACKAGES, SViiiSSBWaUM EFFICIENCY REQUBREiVJEB^TS 



EQUIPRflENTTYPE 


SD2E CATEGORY 


EViDNDMUM 

effdciency'' 


TEST PROCEDURE^ 


Air cooled, with condenser, 
Electrically operated 


< 150 tons 


2.80 COP 
2.80 IPLV 


ARI 550/590 


> 150 tons 


2.50 COP 
2.50 IPLV 


Air cooled, 

without condenser, 

Electrically operated 


All capacities 


3.10 COP 
3.10 IPLV 


ARI 550/590 


Water cooled. Electrically operated. Positive displacement 
(reciprocating) 


All capacities 


4.20 COP 
4.65 IPLV 


Water cooled. 

Electrically operated, 

Positive displacement 

(rotary screw and scroll) 


< 150 tons 


4.45 COP 
4.50 IPLV 


ARI 550/590 


> 150 tons and 
< 300 tons 


4.90 COP 
4.95 IPLV 


> 300 tons 


5.50 COP 
5.60 IPLV 


Water cooled. 

Electrically operated, 

centrifugal 


< 150 tons 


5.00 COP 
5.00 IPLV 


ARI 550/590 


> 150 tons and 
< 300 tons 


5.55 COP 
5.55 IPLV 


> 300 tons 


6.10 COP 
6.10 IPLV 


Air cooled, absorption 
single effect 


All capacities 


0.60 COP 


ARI 560 


Water cooled, absorption 
single effect 


All capacities 


0.70 COP 


Absorption double effect, 
indirect-fired 


All capacities 


1.00 COP 
1.05 IPLV 


Absorption double effect, 
direct-fired 


All capacities 


1.00 COP 
1.00 IPLV 



For SI: 1 ton = 3.517 kW, X = [(°F) - 32] / 1.8. 

a. Chapter 10 contains a complete specification of the referenced test procedure, including the referenced year version of the test procedure. 

b. The chiller equipment requirements do not apply for chillers used in low temperature applications where the design leaving fluid temperature is less than or equal 
to 40T. 
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TABLE 803.3.2(3) 

COPS AND IPLVS FOR NONSTANDARD CENTRIFUGAL CHILLERS < 150 TONS 






CENTRIFUGAL CHILLERS < 150 TONS 
COP3td = 5.4 


Leaving chilled water 
temperature (T) 


Entering condenser water 
temperature (T) 


Uft«{°F) 


Condenser flow rate 


2 gpm/ton 


2.5 gpm/ton 


3 gpm/ton 


4 gpm/ton 


5 gpm/ton 


6 gpm/ton 


Required COP and IPLV 


46 


75 


29 


6.00 


6.27 


6.48 


6.80 


7.03 


7.20 


45 


75 


30 


5.92 


6.17 


6.37 


6.66 


6.87 


7.02 


44 


75 


31 


5.84 


6.08 


6.26 


6.53 


6.71 


6.86 


43 


75 


32 


5.75 


5.99 


6.16 


6.40 


6.58 


6.71 


42 


75 


33 


5.67 


5.90 


6.06 


6.29 


6.45 


6.57 


41 


75 


34 


5.59 


5.82 


5.98 


6.19 


6.34 


6.44 


46 


80 


34 


5.59 


5.82 


5.98 


6.19 


6.34 


6.44 


40 


75 


35 


5.50 


5.74 


5.89 


6.10 


6.23 


6.33 


45 


80 


35 


5.50 


5.74 


5.89 


6.10 


6.23 


6.33 


44 


80 


36 


5.41 


5.66 


5.81 


6.01 


6.13 


6.22 


43 


80 


37 


5.31 


5.57 


5.73 


5.92 


6.04 


6.13 


42 


80 


38 


5.21 


5.48 


5.64 


5.84 


5.95 


6.04 


41 


80 


39 


5.09 


5.39 


5.56 


5.76 


5.87 


5.95 


46 


85 


39 


5.09 


5.39 


5.56 


5.76 


5.87 


5.95 


40 


80 


40 


4.96 


5.29 


5.47 


5.67 


5.79 


5.86 


45 


85 


40 


4.96 


5.29 


5.47 


5.67 


5.79 


5.86 


44 


85 


41 


4.83 


5.18 


5.40 


5.59 


5.71 


5.78 


43 


85 


42 


4.68 


5.07 


5.28 


5.50 


5.62 


5.70 


42 


85 


43 


4.51 


4.94 


5.17 


5.41 


5.54 


5.62 


41 


85 


44 


4.33 


4.80 


5.05 


5.31 


5.45 


5.53 


40 


85 


45 


4.13 


4.65 


4.92 


5.21 


5.35 


5.44 


Condeniser AT'' 


14.04 


11.23 


9.36 


7.02 


5.62 


4.68 



For SI: ""C = [(°F) - 32] / 1.8, 1 gallon per minute = 3.785 L/min., 1 ton = 12,000 British thermal unit per hour = 3.517 kW. 

a. Lift = Entering condenser water temperature (°F) - Leaving chilled water temperature (°F). 

b. Condenser AT = Leaving condenser water temperature (°F) - Entering condenser water temperature (°F). 
K,,j = 6.1507 - 0.30244(X) + 0.0062692(X)2 - 0.000045595(X) 

where: X = Condenser AT + Lift 
COP,,-K,,.xCOP,, 
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TABLE 803.3.2(4) 
COPs AHD flPLVS FOR GMOG^STAS^OARD CENTRBFUGAL CHDLLERS 


>150TONS, <300TOGSSS 




CENTRIFUGAL CHILLERS > 150 Tons, < 300 Tons 
COP,,tri = 5.55 


Leaving chilled water 
temperature (°F) 


Entering condenser water 
temperature (T) 


Llft^ (T) 


Condenser flow rate 


2 gpm/ton 


2.5 gpm/ton 


3 gpm/ton 


4 gpm/ton 


5 gpm/ton 


6 gpm/ton 


Required COP and BPLV 


46 


75 


29 


6.17 


6.44 


6.66 


6.99 


7.23 


7.40 


45 


75 


30 


6.08 


6.34 


6.54 


6.84 


7.06 


7.22 


44 


75 


31 


6.00 


6.24 


6.43 


6.71 


6.90 


7.05 


43 


75 


32 


5.91 


6.15 


6.33 


6.58 


6.76 


6.89 


42 


75 


33 


5.83 


6.07 


6.23 


6.47 


6.63 


6.75 


41 


75 


34 


5.74 


5.98 


6.14 


6.36 


6.51 


6.62 


46 


80 


34 


5.74 


5.98 


6.14 


6.36 


6.51 


6.62 


40 


75 


35 


5.65 


5.90 


6.05 


6.26 


6.40 


6.51 


45 


80 


35 


5.65 


5.90 


6.05 


6.26 


6.40 


6.51 


44 


80 


36 


5.56 


5.81 


5.97 


6.17 


6.30 


6.40 


43 


80 


37 


5.46 


5.73 


5.89 


6.08 


6.21 


6.30 


42 


80 


38 


5.35 


5.64 


5.80 


6.00 


6.12 


6.20 


41 


80 


39 


5.23 


5.54 


5.71 


5.91 


6.03 


6.11 


46 


85 


39 


5.23 


5.54 


5.71 


5.91 


6.03 


6.11 


40 


80 


40 


5.10 


5.44 


5.62 


5.83 


5.95 


6.03 


45 


85 


40 


5.10 


5.44 


5.62 


5.83 


5.95 


6.03 


44 


85 


41 


4.96 


5.33 


5.55 


5.74 


5.86 


5.94 


43 


85 


42 


4.81 


5.21 


5.42 


5.66 


5.78 


5.86 


42 


85 


43 


4.63 


5.08 


5.31 


5.56 


5.69 


5.77 


41 


85 


44 


4.45 


4.93 


5.19 


5.46 


5.60 


5.69 


40 


85 


45 


4.24 


4.77 


5.06 


5.35 


5.50 


5.59 


CondeEser AT'' 


14.04 


11.23 


9.36 


7.02 


5.62 


4.68 



For SI: °C = [(°F) - 32] / 1.8, 1 gallon per minute = 3.785 L/min., 1 ton = 12,000 British thermal unit 

a. Lift = Entering condenser water temperature (°F) - Leaving chilled water temperature (°F). 

b. Condenser AT = Leaving condenser water temperature (°F) - Entering condenser water temperamre 
K^dj = 6.1507 - 0.30244(X) + 0.0062692(X)2 - 0.000045595(X) 

where: X = Condenser AT + Lift 
COP.„=K„xCOP..H 



per hour = 3.517 kW. 
(°F). 
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TABLE 803.3.2(5) 
COPS AND IPLVS FOR NONSTANDARD CENTRIFUGAL CHILLERS > 300 TONS 



CENTRIFUGAL CHILLERS > 300 TONS 
C0Pstd = 6.1 




Condenser Flow Rate 




2 
gpm/ton 


2.5 
gpm/ton 


3 gpm/ton 


4 gpm/ton 


5 gpm/ton 


6 gpm/ton 


Leaving chilled water 
temperature (°F) 


Entering Condenser 
Water Temperature (^F) 


Lift^ 


Required COP and IPLV 


46 


75 


29 


6.80 


7.11 


7.35 


7.71 


7.97 


8.16 


45 


75 


30 


6.71 


6.99 


7.21 


7.55 


7.78 


7.96 


44 


75 


31 


6.61 


6.89 


7.09 


7.40 


7.61 


7.77 


43 


75 


32 


6.52 


6.79 


6.98 


7.26 


7.45 


7.60 


42 


75 


33 


6.43 


6.69 


6.87 


7.13 


7.31 


7.44 


41 


75 


34 


6.33 


6.60 


6.77 


7.02 


7.18 


7.30 


46 


80 


34 


6.33 


6.60 


6.77 


7.02 


7.18 


7.30 


40 


75 


35 


6.23 


6.50 


6.68 


6.91 


7.06 


7.17 


45 


80 


35 


6.23 


6.50 


6.68 


6.91 


7.06 


7.17 


44 


80 


36 


6.13 


6.41 


6.58 


6.81 


6.95 


7.05 


43 


80 


37 


6.02 


6.31 


6.49 


6.71 


6.85 


6.94 


42 


80 


38 


5.90 


6.21 


6.40 


6.61 


6.75 


6.84 


41 


80 


39 


5.77 


6.11 


6.30 


6.52 


6.65 


6.74 


46 


85 


39 


5.77 


6.11 


6.30 


6.52 


6.65 


6.74 


40 


80 


40 


5.63 


6.00 


6.20 


6.43 


6.56 


6.65 


45 


85 


40 


5.63 


6.00 


6.20 


6.43 


6.56 


6.65 


44 


85 


41 


5.47 


5.87 


6.10 


6.33 


6.47 


6.55 


43 


85 


42 


5.30 


5.74 


5.98 


6.24 


6.37 


6.46 


42 


85 


43 


5.11 


5.60 


5.86 


6.13 


6.28 


6.37 


41 


85 


44 


4.90 


5.44 


5.72 


6.02 


6.17 


6.27 


40 


85 


45 


4.68 


5.26 


5.58 


5.90 


6.07 


6.17 


Condenser AT^ 


14.04 


11.23 


9.36 


7.02 


5.62 


4.68 



For SI: "C = [(°F) - 32] / 1.8, 1 gallon per minute = 3.785 L/min., 1 ton = 12,000 British thermal unit 

a. Lift = Entering condenser water temperature (°F) - Leaving chilled water temperature (°F). 

b. Condenser AT = Leaving condenser water temperature (°F) - Entering condenser water temperature 
K,,j = 6.1507 - 0.30244(X) + 0.0062692(X)^ - 0.000045595(X) 

where: X = Condenser AT + Lift 
COP,,-K,,,.xCOP,, 



per hour = 3.517 kW. 
(°F). 
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TABLE 803.3.2(6) 
PERFORMANCE eEQODREIVgENTS FOR HEAT REJECTBOM EQUfPEVlENT 



EQUDPftflENTTYPE 


TOTAL SYSTESya HEAT 
REJECTDO^fl CAPACITY 
AT RATED COESSDmONS 


SUBCATEGORY OR RATBMG COB^DmOi\3 


PERFORMANCE 
REQUIRED^''' 


TEST 
PROCEDURE*^ 


Propeller or axial fan cooling towers 


All 


95°F entering water 

85°F leaving water 

75 °F wb outdoor air 


>38.2gpni/hp 


CTIATC-105 

and 
CTISTD-201 


Centrifugal fan cooling towers 


All 


95°F entering water 
85°F leaving water 
75°F wb outdoor air 


> 20.0 gpm/hp 


CTIATC-105 

and 
CTI STD-201 


Air-cooled condensers 


All 


125°F condensing teniperature 
R-22 test fluid 

190°F entering gas temperature 
15°F subcooling 
95°F entering db 


> 176,000 
Btu/h-hp 
(69 COP) 


ARI460 



For SI: °C = [ (°F) - 32 ] / 1.8, 1 British thermal unit per hour = 0.293 IW, 1 gallon per minute per horsepower = 0.846 L/s • kW. 
wb = wet-bulb temperature, °F 

a. For purposes of this table, cooling tower performance is defined as the maximum flow rating of the tower units (gpm) divided by the fan nameplate rated motor 
power units (hp). 

b. For purposes of this table, air-cooled condenser performance is defined as the heat rejected from the refrigerant units (Btu/h) divided by the fan nameplate rated 
motor power units (hp). 

c. Chapter 10 contains a complete specification of the referenced test procedure, including the referenced year version of the test procedure. 



8033o3 HVAC system comtrolSo Each heating and cooling 
system shall be provided v^^ith thermostatic controls as re- 
quired in Sections 803.3.3.1 through 803.3.3.5. 

8§3,3o3ol Thermostatic controls. The supply of heating 
and cooling energy to each zone shall be controlled by in- 
dividual thermostatic controls capable of responding to 
temperature within the zone. Where humidification or 
dehumidification or both is provided, at least one humid- 
ity control device shall be provided for each humidity 
control system 

Exceptloes Independent perimeter systems that are 
designed to offset only building envelope heat losses 
or gains or both serving one or more perimeter zones 
also served by an interior system provided: 

1 . The perimeter system includes at least one ther- 
mostatic control zone for each building expo- 
sure having exterior walls facing only one 
orientation (within -h/- 45 degrees) (0.8 rad) for 
more than 50 contiguous feet (15.2 m); and, 

2. The perimeter system heating and cooling sup- 
ply is controlled by a thermostat(s) located 
within the zone(s) served by the system. 

8([l33.3cU Heat pemp sepplemeetary Iheat Heat 
pumps having supplementary electric resistance heat 
shall have controls that, except during defrost, prevent 
supplementary heat operation when the heat pump 
can meet the heating load. 

8033o3o2 Set point overlap restrktloEHo Where used to 
control both heating and cooling, zone thermostatic con- 
trols shall provide a temperature range or deadband of at 
least 5°F (A2.8°C) within which the supply of heating 



and cooling energy to the zone is capable of being shut 
off or reduced to a minimum. 

ExceptloKis Thermostats requiring manual change- 
over between heating and cooling modes. 



L33o3 Off=lioer coetrolso Each zone shall be pro- 
vided with thermostatic setback controls that are con- 
trolled by either an automatic time clock or 
programmable control system. 

Exceptiomiss 

1. Zones that will be operated continuously. 

2. Zones with a full HVAC load demand not ex- 
ceeding 6,800 Btu/h (2 kW) and having a 
readily accessible manual shutoff switch. 

803o3o33ol Thermostatic setback capabilities^ 
Thermostatic setback controls shall have the capabil- 
ity to set back or temporarily operate the system to 
maintain zone temperatures down to 55°F (B^'C) or 
up to 85°F (29X). 

S©3o3o3o3c2 Aiitomatic setback aind shetdown ca= 
pabllitleSo Automatic time clock or programmable 
controls shall be capable of starting and stopping the 
system for seven different daily schedules per week 
and retaining their programming and time setting dur- 
ing a loss of power for at least 10 hours. Additionally, 
the controls shall have: a manual override that allows 
temporary operation of the system for up to 2 hours; a 
manually operated timer capable of being adjusted to 
operate the system for up to 2 hours; or an occupancy 
sensor. 

§D3o33<.4 Shutoff damper coetrolSo Both outdoor air 
supply and exhaust ducts shall be equipped with gravity 
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or motorized dampers that will automatically shut when 
the systems or spaces served are not in use. 

ExceptioE: Individual supply systems with a design 
airflow rate of 3,000 cfm (1416 L/s) or less. 

803.3,3,5 Ecoeomlzers. Economizers shall be provided 
on each system with a cooling capacity greater than 
65,000 Btu/h (19 kW) in accordance with Section 
803.2.6. 

Exceptions: 

1. Water economizers that are capable of cooling 
supply air by direct or indirect evaporation or 
both and providing up to 100 percent of the ex- 
pected system cooling load at outside air tem- 
peratures of 50T (lO^C) dry bulb/45°F (7°C) 
wet bulb and below. 

2. Systems with a cooling capacity less than 
135,000 Btu/h (40 kW) in Climate Zones 3c, 
5b, 7, 13b, and 14. 

8033.3.6 Variable air volume (VAV) fan comtroL Indi- 
vidual VAV fans with motors of 25 horsepower (18.8 
kW) or greater shall be: 

1 . Driven by a mechanical or electrical variable speed 
drive; or 

2. The fan motor shall have controls or devices that 
will result in fan motor demand of no more than 30 
percent of their design wattage at 50 percent of de- 
sign air flow when static pressure set point equals 
one-third of the total design static pressure, based 
on manufacturer's certified fan data. 

803.3.3.7 Hydronic systems controls. The heating of 
fluids that have been previously mechanically cooled 
and the cooling of fluids that have been previously me- 
chanically heated shall be limited in accordance with 
Sections 803.3.3.7.1 through 803.3.3.7.3. Hydronic 
heating systems comprised of multiple-packaged boilers 
and designed to deliver conditioned water or steam into a 
common distribution system shall include automatic 
controls capable of sequencing operation of the boilers. 
Hydronic heating systems comprised of a single boiler 
and greater than 500,000 Btu/h input design capacity 
shall include either a multistaged or modulating burner. 

803.3.3.7.1 Three-pipe system, Hydronic systems 
that use a common return system for both hot water 
and chilled water are prohibited. 

803.3.3.7.2 Two-pipe changeover system. Systems 
that use a common distribution system to supply both 
heated and chilled water shall be designed to allow a 
dead band between changeover from one mode to the 
other of at least 15°F (A8.3°C) outside air tempera- 
tures; be designed to and provided with controls that 
will allow operation in one mode for at least 4 hours 
before changing over to the other mode; and be pro- 
vided with controls that allow heating and cooling 
supply temperatures at the changeover point to be no 
more than 30°F (A16.7°C) apart. 



803,3.3.7.3 Hydronic (water loop) heat pump sys- 
tems Hydronic heat pumps connected to a common heat 
pump water loop with central devices for heat rejection 
and heat addition shall have controls that are capable of 
providing a heat pump water supply temperature dead 
band of at least 20°F (All.rC) between initiation of 
heat rejection and heat addition by the central devices. 
For Climate Zones 5a to 19 as indicated in Table 
302.1, if a closed-circuit cooHng tower is used, either 
an automatic valve shall be installed to bypass all but a 
minimal flow of water around the tower, or lower 
leakage positive closure dampers shall be provided. If 
an open-circuit tower is used directiy in the heat pump 
loop, an automatic valve shall be installed to bypass 
all heat pump water flow around the tower. If an 
open-circuit cooling tower is used in conjunction with 
a separate heat exchanger to isolate the cooling tower 
from the heat pump loop, then heat loss shall be con- 
trolled by shutting down the circulation pump on the 
cooling tower loop. Each hydronic heat pump on the 
hydronic system having a total pump system power 
exceeding 10 horsepower (hp) (7.5 kW) shall have a 
two-position valve. 

Exception: Where a system loop temperature op- 
timization controller is installed and can determine 
the most efficient operating temperature based on 
real time conditions of demand and capacity, dead 
bands of less than 20°F ( 1 1 . IT) shall be permitted. 

8CI3.3.3o7,4 Part load coetrols. Hydronic systems 
greater than or equal to 300,000 Btu/h (87,930 W) in 
design capacity supplying heated or chilled water to 
comfort conditioning systems shall include controls 
that have the capability to: 

1 . Automatically reset the supply water tempera- 
tures using zone return water temperature, 
building return water temperature, or outside air 
temperature as an indicator of building heating 
or cooHng demand. The temperature shall be 
capable of being reset by at least 25 percent of 
the design supply-to-retum water temperature 
difference; or 

2. Reduce system pump flow by at least 50 percent 
of design flow rate utihzing adjustable speed 
drive(s) on pump(s), multiple staged pumps 
where at least one-half of the total pump horse- 
power is capable of being automatically turned 
off, control valves designed to modulate or step 
down, and close, as a function of load, or other 
approved means. 

8§3.3.3.7o5 Pump isoiatioe. Chilled water plants in- 
cluding more than one chiller shall have the capability 
to reduce flow automatically through the chiller plant 
when a chiller is shut down. Chillers piped in series 
for the purpose of increased temperature differential, 
shall be considered as one chiller. 

Boiler plants including more than one boiler shall 
have the capability to reduce flow automatically 
through the boiler plant when a boiler is shut down. 
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8<D3o3o3o8 Heat rejecMdJim eqrapmeEtt fam speed coptroL 
Each fan powered by a motor of 7.5 hp (5.6 kW) or larger 
shall have the capability to operate that fan at two- thirds 
of full speed or less, and shall have controls that automat- 
ically change the fan speed to control the leaving fluid 
temperature or condensing temperature/pressure of the 
heat rejection device. 

Exceptflomio Factory-installed heat rejection devices 
within HVAC equipment tested and rated in accor- 
dance with Tables 803.3.2(1) through 803.3.2(6). 

8CD3 Jo4 Reqenremeinits fbr complex meclhainikail systems 
servmg meltiple sosnes. Sections 803.3.4.1 through 
803.3.4.3 shall apply to complex mechanical systems serv- 
ing multiple zones. Supply air systems serving multiple 
zones shall be VAV systems which, during periods of occu- 
pancy, are designed and capable of being controlled to re- 
duce primary air supply to each zone to one of the following 
before reheating, recooling or mixing takes place: 

1. Thirty percent of the maximum supply air to each 
zone. 

2. Three hundred cfm (142 L/s) or less where the maxi- 
mum flow rate is less than 10 percent of the total fan 
system supply airflow rate. 

3. The minimum ventilation requirements of Chapter 4 
of the International Mechanical CodQ. 

Exception: The following define when individual zones 
or when entire air distribution systems are exempted 
from the requirement for VAV control: 

1. Zones where special pressurization relationships 
or cross-contamination requirements are such that 
VAV systems are impractical. 

2. Zones or supply air systems where at least 75 per- 
cent of the energy for reheating or for providing 
warm air in mixing systems is provided from a 
site-recovered or site-solar energy source. 

3. Zones where special humidity levels are required 
to satisfy process needs. 

4. Zones with a peak supply air quantity of 300 cfm 
(142 L/s) or less and where the flow rate is less than 
10 percent of the total fan system supply airflow 
rate. 

5. Zones where the volume of air to be reheated, 
recooled or mixed is no greater than the volume of 
outside air required to meet the minimum ventila- 
tion requirements of Chapter 4 of the International 
Mechanical Code. 

6. Zones or supply air systems with thermostatic and 
humidistatic controls capable of operating in se- 
quence the supply of heating and cooling energy to 
the zone(s) and which are capable of preventing re- 
heating, recooling, mixing or simultaneous supply 
of air that has been previously cooled, either me- 
chanically or through the use of economizer sys- 
tems, and air that has been previously 
mechanically heated. 



8l)3o3o4ol SflEgfie dect variable air voMme (VAV) sys° 
tems^ termmal devices* Single duct VAV systems shall 
use terminal devices capable of reducing the supply of 
primary supply air before reheating or recooling takes 
place. 

8(ID3o3o4o2 Duaall dlmct aind mSxnmg VAV systems^ termn= 
nual devSceSo Systems that have one warm air duct and 
one cool air duct shall use terminal devices which are ca- 
pable of reducing the flow from one duct to a minimum 
before mixing of air from the other duct takes place. 

8(0)33o4c3 Smgk fam dmal dunct amid mmSxiing VAV sys- 
temSc, ecoeomkerSo Individual dual duct or mixing heat- 
ing and cooling systems with a single fan and with total 
capacities greater than 90,000 Btu/h [(26 375 W) 7.5 
tons] shall not be equipped with air economizers. 



L3o5 VeEntilatnomio Ventilation shall be in accordance with 
Section 803.2.5. 



L3o6 Dunct amd pkniem iKsoIatlomi amd sealisigo All 
ducts and plenums shall be insulated and sealed in accor- 
dance with Section 803.2.8. 

Ducts designed to operate at static pressures in excess of 3 
inches w.g. (746 Pa) shall be leak-tested in accordance with 
the SMACNA HVAC Air Duct Leakage Test Manual with 
the rate of air leakage {CL) less than or equal to 6.0 as deter- 
mined in accordance with Equation 8-2. 

CL = FxP 0-65 (EqEatiomi n-l) 

where: 

F = The measured leakage rate in cfm per 100 square 
feet of duct surface. 

P = The static pressure of the test. 

Documentation shall be furnished by the designer dem- 
onstrating that representative sections totaling at least 25 
percent of the duct area have been tested and that all tested 
sections meet the requirements of this section. 

S(I])3o3o7 Pnpmg msElatlomio All piping serving as part of a 
heating or cooHng system shall be thermally insulated in ac- 
cordance with Table 803.3.7. 



1. Factory-installed piping within HVAC equipment 
tested and rated in accordance with a test proce- 
dure referenced by this code. 

2. Piping that conveys fluids that have a design oper- 
ating temperature range between 55°F (13°C) and 
105°F(4rC). 

3. Piping that conveys fluids that have not been 
heated or cooled through the use of fossil fuels or 
electric power. 

4. Runout piping not exceeding 4 feet (1219 mm) in 
length and 1 inch (25 mm) in diameter between the 
control valve and HVAC coil. 

803o3o8 HVAC system compfletfioito Prior to the issuance of 
a certificate of occupancy, the design professional shall pro- 
vide evidence of system completion in accordance with 
Sections 803.3.8.1 through 803.3.8.3. 
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TABLE 803.3.7 

MINIMUM PIPE INSULATIOM^ 

(thickness in inches) 



FLUID 


NOMINAL PIPE DIAMETER 


< 1.5" 


>1.5" 


Steam 


1% 


3 


Hot water 


1 


2 


Chilled water, brine or refrigerant 


1 


IV. 



For SI: 1 inch = 25.4 mm, British thermal unit per inch/h • ft^ • °F = W per 25 mm/K • 
a. Based on insulation having a conductivity (k) not exceeding 0.27 Btu per inch/h • ft^ • 



803.3.8.1 Air system balancing. Each supply air outlet 
and zone terminal device shall be equipped with means 
for air balancing in accordance with the requirements of 
Chapter 6 of the International Mechanical Code. Dis- 
charge dampers are prohibited on constant volume fans 
and variable volume fans with motors 25 hp (18.6 kW) 
and larger, 

803.3.8.2 Hydronic system balancing. Individual 
hydronic heating and cooling coils shall be equipped 
with means for balancing and pressure test connections. 

803.3.8.3 Manuals. The construction documents shall 
require that an operating and maintenance manual be 
provided to the building owner by the mechanical con- 
tractor. The manual shall include, at least, the following: 

1. Equipment capacity (input and output) and re- 
quired maintenance actions. 

2. Equipment operation and maintenance manuals. 

3. HVAC system control maintenance and calibra- 
tion information, including wiring diagrams, sche- 
matics, and control sequence descriptions. 
Desired or field-determined setpoints shall be per- 
manently recorded on control drawings, at control 
devices or, for digital control systems, in program- 
ming comments. 

4. A complete written narrative of how each system is 
intended to operate. 

803,3.9 Heat recovery for service water heating. Con- 
denser heat recovery shall be installed for heating or reheat- 
ing of service hot water provided the facility operates 24 
hours a day, the total installed heat capacity of water-cooled 
systems exceeds 6,000,000 Btu/hr of heat rejection, and the 
design service water heating load exceeds 1 ,000,000 Btu/h. 

The required heat recovery system shall have the capacity 
to provide the smaller of. 

1 . Sixty percent of the peak heat rejection load at design 
conditions; or 

2. The preheating required to raise the peak service hot 
water draw to 85 °F (29 °C). 

Exceptions: 

1 . Facilities that employ condenser heat recovery for 
space heating or reheat purposes with a heat recov- 



ery design exceeding 30 percent of the peak 
water-cooled condenser load at design conditions. 

2. Facilities that provide 60 percent of their service 
water heating from site solar or site recovered en- 
ergy or from other sources 



SECTION 804 
SERVICE WATER HEATING 

804.1 General. This section covers the minimum efficiency of, 
and controls for, service water-heating equipment and insula- 
tion of service hot water piping. 

804.2 Service water-heating equipment performance effi- 
ciency. Water-heating equipment and hot water storage tanks 
shall meet the requirements of Table 804.2. The efficiency shall 
be verified through data furnished by the manufacturer or 
through certification under an approved certification program. 

804.3 Temperature controls. Service water-heating equip- 
ment shall be provided with controls to allow a setpoint of 
1 10°F (43 °C) for equipment serving dwelling units and 90°F 
(32°C) for equipment serving other occupancies. The outlet 
temperature of lavatories in public facility rest rooms shall be 
limited to 110°F(43°C). 

804.4 Heat traps. Water-heating equipment not supplied with 
integral heat traps and serving noncirculating systems shall be 
provided with heat traps on the supply and discharge piping as- 
sociated with the equipment. 

804.5 Pipe Insulation. For automatic-circulating hot water 
systems, piping shall be insulated with 1 inch (25 mm) of 
insulation having a conductivity not exceeding 0.27 Btu per 
inch/h • ft2 • °F (1.53 W per 25 mm/m^ • K). The first 8 feet 
(2438 mm) of piping in noncirculating systems served by 
equipment without integral heat traps shall be insulated with 
0.5 inch (12.7 mm) of material having a conductivity not 
exceeding 0.27 Btu per inch/h • ft^ • °F(1.53Wper25mm/m2 
•K). 

804.6 Hot water system controls. Automatic-circulating hot 
water system pumps or heat trace shall be arranged to be conve- 
niently turned off automatically or manually when the hot wa- 
ter system is not in operation. 
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TABLE ©04.2 
SVamsaiMUEWa PERFORMAISSCE of WATER-HEATa^G EQUBPiVaEIMT 



EQUIPMENT TYPE 


SBZE CATEGORY 
(input) 


SUBCATEGORY OR 
RMMG COMOmON 


PERFORMANCE REQUDRED'' 


TEST 
PROCEDURE 


Water heaters, Electric 


< 12 kW 


Resistance 


0.93- 0.00132V; EF 


DOE 10 CFR 

Part 430 


> 12 kW 


Resistance 


1.73\/+ 155 SL, Btu/h 


ANSI Z21. 10.3 


< 24 amps and 
< 250 volts 


Heat pump 


0.93- 0.00132V; EF 


DOE 10 CFR 
Part 430 


Storage water heaters, Gas 


< 75,000 Btu/h 


> 20 gal 


0.62-0.0019KEF 


DOE 10 CFR 

Part 430 


> 75,000 Btu/h and 
< 155,000 Btu/h 


< 4,000 Btu/h/gal 


SO%K 
(q / 800 + 1 loVv] SL, Btu/h 


ANSI Z21. 10.3 


> 155,000 Btu/h 


< 4,000 Btu/h/gal 


80%£, 
(q / 800 + 110Vv]SL, Btu/h 


Instantaneous water heaters, Gas 


> 50,000 Btu/h and 
< 200,000 BtuAi^ 


> 4,000 (Btu/h)/gal and < 2 gal 


0.62 -0.001 97 EF 


DOE 10 CFR 

Part 430 


> 200,000 Btu/h 


> 4,000 Btu/h/gal and < 10 gal 


80% £, 


ANSI Z2 1.10.3 


> 200,000 Btu/h 


> 4,000 Btu/h/gal and > 10 gal 


80%£^^ 
(q / 800 +110VV|SL, Btu/h 


Storage water heaters, Oil 


< 105,000 Btu/h 


> 20 gal 


0.59 - 0.0019V, EF 


DOE 10 CFR 

Part 430 


> 105,000 Btu/h 


< 4,000 Btu/h/gal 


1S%K 
(q 1 800 + 1 lOVV) SL, Btu/h 


ANSI Z2 1.10.3 


Instantaneous water heaters. Oil 


< 210,000 Btu/h 


> 4,000 Btu/h/gal and < 2 gal 


0.59 - 0.0019M EF 


DOE 10 CFR 
Part 430 


> 210,000 Btu/h 


> 4,000 Btu/h/gal and < 10 gal 


80% E, 


ANSI Z21. 10.3 


> 210,000 Btu/h 


> 4,000 Btu/h/gal and > 10 gal 


(q / 800 -HlloVvjSL, Btu/h 


Hot water supply boilers, 
Gas and Oil 


> 300,000 Btu/h and 
<12,500,000 Btu/h 


> 4,000 Btu/h/gal and < 10 gal 


80% E, 


ANSI Z21. 10.3 


Hot water supply boilers. 
Gas and Oil 


> 4,000 Btu/h/gal and > 10 gal 


SO%K 
(q / 800 -h 1 \0^^V) SL, Btu/h 


Pool heaters. 
Gas and Oil 


All 


— 


78% E, 


ASHRAE 146 


Unfired storage tanks 


All 




< 6.5 Btu/h • ft2 


(none) 



For SI: °C = [(°F) - 32] / 1.8, 1 British thermal unit per hour = 0.2931 W, 1 gallon = 3.785 L, 1 British thermal unit per hour per gallon = 0.078 W/L. 
a . Energy factor (EF) and thermal efficiency (E) are minimum requiremems. In the EF equation, V is the rated volume in gallons 

b. Standby loss (SL) is the maximum Btu/h based on a nominal 70°F temperature difference between stored water and ambient requirements. In the SL equation, Q is 
the nameplate input rate in Btu/h. In the SL equation for electric water heaters, V is the rated volume in gallons. In the SL equation for oil and gas water heaters and 
boilers, V is the rated volume in gallons. 

c. Instantaneous water heaters with input rates below 200,000 Btu/h must comply with these requirements if the water heater is designed to heat water to tempera- 
tures 180°F or higher. 
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SECTION 805 
ELECTRICAL POWER AND LIGHTING SYSTEMS 

805.1 GeneraL This section covers lighting system controls, 
the connection of ballasts, the maximum lighting power for in- 
terior applications, and minimum acceptable lighting equip- 
ment for exterior apphcations. 

I Exception: Lighting within dweUing units. 

805o2 Lighting controls. Lighting systems shall be provided 

I with controls as required in Sections 805.2.1, 805.2.2 and 
805.2.3. 

805.2.1 Interior lighting controls. Each area enclosed by 
walls or floor-to-ceiling partitions shall have at least one 
manual control for the lighting serving that area. The re- 
quired controls shall be located within the area served by the 
controls or be a remote switch that identifies the lights 
served and indicates their status. 

Exceptions: 

1 . Areas designated as security or emergency areas 
that must be continuously lighted. 

2. Lighting in stairways or corridors that are elements 
of the means of egress. 

805.2.2 Additional controls. Each area that is required to 
have a manual control shall have additional controls that 
meet the requirements of Sections 805.2.2.1, 805.2.2.2 and 
805.2.2.3. 

Exceptions: 

1. Areas that have only one luminaire. 

2. Areas that are controlled by an occupant-sensing 
device. 

3. Corridors, storerooms, restrooms or public lob- 
bies. 

805.2.2.1 Light reduction controls. Each area that is re- 
quired to have a manual control shall also allow the occu- 
pant to reduce the connected lighting load in a reasonably 
uniform illumination pattern by at least 50 percent. 
Lighting reduction shall be achieved by one of the fol- 
lowing or other approved method: 

1. ControlHng all lamps or luminaries; 

2. Dual switching of alternate rows of luminaires, al- 
ternate luminaires or alternate lamps; 

3. Switching the middle lamp luminaires independ- 
ently of the outer lamps; or 

4. Switching each luminaire or each lamp. 
Exceptions: 

1. Areas that have only one luminaire. 

2. Areas that are controlled by an occupant-sens- 
ing device. 

3. Corridors, storerooms, restrooms or public lob- 
bies. 

4. Guestrooms. 

5. Spaces that use less than 0.6 Watts per square 
foot (6.5 W/m). 



805.2.2.2 Automatic lighting she toff. Buildings larger 
than 5,000 square feet (465 m^) shall be equipped with an 
automatic control device to shut off lighting in those ar- 
eas. This automatic control device shall function on ei- 
ther: 

1. A scheduled basis, using time-of-day, with an in- 
dependent program schedule that controls the inte- 
rior hghting in areas that do not exceed 25,000 
square feet (2323 m^) and are not more than one 
floor; or 

2. An unscheduled basis by occupant intervention. 

805.2.2.2.1 Occupant override. Where an automatic 
time switch control device is installed to comply with 
Section 805.2.2.2, Item 1, it shall incorporate an over- 
ride switching device that: 

1. Is readily accessible. 

2. Is located so that a person using the device can 
see the Hghts or the area controlled by that 
switch, or so that the area being lit is annunci- 
ated. 

3. Is manually operated. 

4. Allows the lighting to remain on for no more 
than 2 hours when an override is initiated. 

5. Controls an area not exceeding 5,000 square 
feet (465 m^). 

Exceptions: 

1. In malls and arcades, auditoriums, sin- 
gle-tenant retail spaces, industrial facilities 
and arenas, where captive-key override is 
utilized, override time may exceed 2 hours. 

2. In malls and arcades, auditoriums, sin- 
gle-tenant retail spaces, industrial facilities 
and arenas, the area controlled may not ex- 
ceed 20,000 square feet (1860 m^). 

805.2.2.2.2 Holiday scheduling. If an automatic time 
switch control device is installed in accordance with 
Section 805.2.2.2, Item 1, it shall incorporate an auto- 
matic holiday scheduling feature that turns off all 
loads for at least 24 hours, then resumes the normally 
scheduled operation. 

Exception: Retail stores and associated malls, res- 
taurants, grocery stores, churches and theaters. 

805.2.2.3 Guestrooms. Guestrooms in hotels, motels, 
boarding houses or similar buildings shall have at least 
one master switch at the main entry door that controls all 
permanently wired lighting fixtures and switched recep- 
tacles, except those in the bathroom(s). Suites shall have 
a control meeting these requirements at the entry to each 
room or at the primary entry to the suite. 

8D5.2,3 Exterior lighting controls. Automatic switching or 
photocell controls shall be provided for all exterior lighting 
not intended for 24-hour operation. Automatic time 
switches shall have a combination seven-day and seasonal 
daylight program schedule adjustment, and a minimum 
4-hour power backup. 
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W53 Tamdeinni wnriEgo The following luminaires located 
within the same area shall be tandem wired: 

1 . Flourescent luminaires equipped with one, three or odd- 
numbered lamp configurations, that are recess-mounted 
within 10 feet (3048 mm) center-to-center of each other. 

2. Flourescent luminaires equipped with one, three or any 
other odd-numbered lamp configuration, that are pen- 
dant- or surface-mounted within 1 foot (305 mm) 
edge-to-edge of each other. 



1. Where electronic high-frequency ballasts are used. 

2. Luminaires on emergency circuits. 

3. Luminaires with no available pair in the same area. 

M5o4 Exit sngmiSo Internally illuminated exit signs shall not ex- 
ceed 5 Watts per side. 

8<D5oS ImterSor Mglhltninig power reqenremeimtSo A building 
complies with this section if its total connected Ughting power 
calculated under Section 805.5.1 is no greater than the interior 
lighting power calculated under Section 805.5.2. 

BCDSoSJ Total connBected flnn tenor llglhtmg power.. The total 
connected interior lighting power (Watts) shall be the sum of 
the watts of all interior lighting equipment as determined in 
accordance with Sections 805.5.1.1 through 805.5.1.4. 

ExceptioeSo The connected power associated with the 
following lighting equipment is not included in calculat- 
ing total connected lighting power. 

1 . Specialized medical, dental and research lighting. 

2. Professional sports arena playing field Ughting. 

3. Display lighting for exhibits in galleries, museums 
and monuments. 

4. Guestroom lighting in hotels, motels, boarding 
houses or similar buildings. 

5. Emergency lighting automatically off during nor- 
mal building operation. 

8CD5oSolcl Screw lamp BioMerSo The wattage shall be the 
maximum labeled wattage of the luminaire. 

805c5olo2 Low= voltage fllglhtmgo The wattage shall be 
the specified wattage of the transformer supplying the 
system. 

8(Il)5o5olo3 Otlher lemaEainreSo The wattage of all other 
lighting equipment shall be the wattage of the lighting 
equipment verified through data furnished by the manu- 
facturer or other approved sources. 

S0SoSol<.4 Lme-voltage Mglitmg track asnd ptag=M 
biLiiswayo The wattage shall be the greater of the wattage 
of the luminaires determined in accordance with Sec- 
tions 805.5.1.1 through 805.5.1.3 or 30 W/linear foot 
(98W/lin m). 

S05oSo2 leternor Mgtitnmg power. The interior lighting 
power shall be calculated using Section 805.5.2.1 or 
805.5.2.2 as apphcable. 



8([)5o5o2oIl Emtire Ibesidimg rniethod. Under this ap- 
proach, the interior lighting power (Watts) is the value 
from Table 805.5.2 for the building type times the condi- 
tioned floor area of the entire building. The interior light- 
ing power (Watts) shall not be increased by the 
allowances contained in the footnotes of Table 805.5.2 
when using the entire building method. 

SdDS J.2o2 Teeaet area or portloe of talMing metlnodlo 
The total interior lighting power (Watts) is the sum of all 
interior lighting powers for all areas in the building cov- 
ered in this permit. The interior hghting power is the con- 
ditioned floor area for each area type listed in Table 
805.5.2 times the value from Table 805.5.2 for that area. 
For the purposes of this method, an "area" shall be de- 
fined as all contiguous spaces that accommodate or are 
associated with a single area type as listed in Table 
805.5.2. When this method is used to calculate the total 
interior lighting power for an entire building, each area 
type shall be treated as a separate area. 

TO5o6 Exterior flnghtlmgo When the power for exterior lighting 
is supplied through the energy service to the building, all exte- 
rior lighting, other than low-voltage landscape Ughting, shall 
have a source efficacy of at least 45 lumens per Watt. 

ExceptflOJn: Where approved because of historical, safety, 
signage or emergency considerations. 

W5J7 Electrical eeergy connsminiptDOini. In buildings having in- 
dividual dweUing units, provisions shall be made to determine 
the electrical energy consumed by each tenant by separately 
metering individual dwelling units. 



SECTION 806 
TOTAL BUILDBMG PERFORMANCE 

W6A GeEeraL The proposed design compUes with this sec- 
tion where annual energy costs of the proposed design as deter- 
mined in accordance with Section 806.3 do not exceed those of 
the standard design as determined in accordance with Section 
806.4. 

8([])6o2 Amalysns proceduires* Sections 806.2.1 through 806.2.8 
shall be apphed in determining total building performance. 

8Wo2ol Emiergy aiHialysnSo Annual (8,760 hours) energy 
costs for the standard design and the proposed design shall 
each be determined using the same approved energy analy- 
sis simulation tool. 

8(Q)6o2a2 CMmate data. The climate data used in the energy 
analysis shall cover a full calendar year (8,760 hours) and 
shall reflect approved coincident hourly data for tempera- 
ture, solar radiation, humidity and wind speed for the build- 
ing location. 

M62o3 Energy rates. The annual energy costs shall be esti- 
mated using energy rates published by the serving energy 
supplier and which would apply to the actual building or 
DOE State-Average Energy Prices pubHshed by DOE's En- 
ergy Information Administration and which would apply to 
the actual building. 
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TABLE 805.5.2 
SMTERIOR LIGHTING POWER 



BUILDING OR AREA TYPE 


ENTIRE BUILDING 
(Wm^) 


TENANT AREA OR PORTION OF BUILDING 
(W/ft^) 


Auditorium 


Not Applicable 


1.8 


Automotive facility 


0.9 


Not Applicable 


Bank/financial institution' 


Not Applicable 


1.5 


Classroom/lecture hall " 


Not Applicable 


1.4 


Convention, conference or meeting center ' 


1.2 


1.3 


Corridor, restroom, support area 


Not Applicable 


0.9 


Courthouse/town hall 


1.2 


Not Applicable 


Dining' 


Not Applicable 


0.9 


Dormitory 


l.O 


NA 


Exercise center" 


LO 


0.9 


Exhibition hall 


Not Applicable 


1.3 


Grocery store' 


1.5 


1.6 


Gymnasium playing surface 


Not Applicable 


1.4 


Hotel function' 


1.0 


1.3 


Industrial work, < 20-foot ceiling height 


Not Applicable 


1.2 


Industrial work, > 20-foot ceiling height 


Not Applicable 


1.7 


Kitchen 


Not Applicable 


1.2 


Library' 


1.3 


1.7 


Lobby — hotel " 


Not Applicable 


LI 


Lobby — other ' 


Not Applicable 


1.3 


Mall, arcade, or atrium 


Not Applicable 


0.6 


Medical and clinical care "'* 


1.2 


1.2 


Motel 


LO 


Not Applicable 


Multifamily 


0.7 


Not Applicable 


Museum'' 


1.1 


LO 


Office' 


LO 


1.1 


Parking garage 


0.3 


Not Applicable 


Penitentiary 


LO 


Not Applicable 


Police/fire station 


LO 


Not Applicable 


Post office 


1.1 


Not Applicable 


Religious worship ' 


1.3 


2.4 


Restaurant ' 


1.6 


0.9 


Retail sales, wholesale showroom' 


1.5 


1.7 


School 


1.2 


Not Applicable 


Storage, industrial and commercial 


0.8 


0.8 


Theaters — motion picture 


1.2 


1.2 


Theaters — performance ' 


1.6 


2.6 


Transportation 


1.0 


Not Applicable 


Other 


0.6 


LO 



For SI: 1 foot = 304.8 mm, 1 Watts per square foot = W/0.0929 ml 

a. Where lighting equipment is specified to be installed for decorative appearances in addition to lighting equipment specified for general lighting and is switched or 
dimmed on circuits different from the circuits for general lighting, the smaller of the actual wattage of the decorative lighting equipment or 1 .0 W/ft^ times the area 
of the space that the decorative lighting equipment is in shall be added to the interior lighting power determined in accordance with this line item. 

b. Where lighting equipment is specified to be installed to meet requirements of visual display terminals as the primary viewing task, the smaller of the actual wattage 
of the lighting equipment or 0.35 W/ft^ times the area of the space that the lighting equipment is in shall be added to the interior lighting power determined in accor- 
dance with this line item. 

c. Where lighting equipment is specified to be installed to highlight specific merchandise in addition to lighting equipment specified for general lighting and is 
switched or dimmed on circuits different from the circuits for general lighting, the smaller of the acmal wattage of the lighting equipment installed specifically for 
merchandise, or 1.6 W/ft^ times the area of the specific display, or 3,9 W/ft^ times the actual case or shelf area for displaying and selling fine merchandise such as 
jewelry, fine apparel and accessories, or china and silver, shall be added to the interior lighting power determined in accordance with this line item. 

d. Where lighting equipment is specified to be installed, the smaller of the actual wattage of the lighting equipment, or 1.0 W/ft^ times the area of the emergency, re- 
covery, medical supply and pharmacy space shall be added to the interior lighting power determined in accordance with this line item. 
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M6o2o4 Noedepktable eimergyo Nondepletable energy col- 
lected off site shall be treated and priced the same as pur- 
chased energy. Energy from nondepletable energy sources 
collected on site shall be omitted from the annual energy 
cost of the proposed design. The analysis and performance 
of any nondepletable energy system shall be determined in 
accordance with accepted engineering practice using ap- 
proved methods. 

8§6o2 J BuilMmg operaHlonio Building operation shall be 
simulated for a full calendar year (8,760 hours). Operating 
schedules shall include hourly profiles for daily operation 
and shall account for variations between weekdays, week- 
ends, holidays, and any seasonal operation. Schedules shall 
model the time-dependent variations of occupancy, illumi- 
nation, receptacle loads, thermostat settings, mechanical 
ventilation, HVAC equipment availability, service hot water 
usage, and any process loads. 

8ll6o2.6 SnmuMed loadSo The following systems and loads 
shall be modeled in determining total building performance: 
heating systems, cooHng systems, fan systems, lighting 
power, receptacle loads, and process loads that exceed 1.0 
W/ft^ (W/0.0929 m^) of floor area of the room or space in 
which the process loads are located. 

Exceptloias Systems and loads serving required emer- 
gency power only. 



ic2o7 Servke water-heatimg §ystem§a Service wa- 
ter-heating systems that are other than combined service hot 
water/space-heating systems shall be be omitted from the 
energy analysis provided all requirements in Section 804 
have been met. 

806o2o8 Extedoir Mghtimigo Exterior hghting systems shall 
be the same as in the standard and proposed designs. 

8063 Determmimg eeergy costs for the proposed desigOc 
Building systems and loads shall be simulated in the Proposed 
design in accordance with Sections 806.3.1 and 806.3.2. 

806o3,l HVAC amid service water=heatlinig eqiilpmento All 
HVAC and service water-heating equipment shall be simu- 
lated in the proposed design using capacities, rated efficien- 
cies and part-load performance data for the proposed 
equipment as provided by the equipment manufacturer. 

806c3o2 Features mot dociuimesitedl at time of permito If 
any feature of the proposed design is not included in the 
building permit apphcation, the energy performance of that 
feature shall be assumed to be that of the corresponding fea- 
ture used in the calculations required in Section 806.4. 

806c4 Determmninig eeergy costs for the stamdard deslgm. 
Sections 806.4.1 through 806.4.7 shall be used in determining 
the annual energy costs of the Standard design. 



■Aol Eqinnpmeinit effncieimcy. The space-heating, 
space-cooling, service water-heating, and ventilation sys- 
tems and equipment shall meet, but not exceed, the mini- 
mum efficiency requirements of Sections 803 and 804. 

M6A.2 H¥AC system capacitieso HVAC system capacities 
in the standard design shall be established such that no 
smaller number of unmet heating and cooling load hours 



and no larger heating and cooling capacity safety factors are 
provided than in the proposed design. 

806o4o3 EEvelopeo The performance of elements of the ther- 
mal envelope of the standard design shall be determined in 
accordance with the requirements of Section 802.2 as appH- 
cable. 

806.4.4 Menntkal characterlstkSo The heating/cooUng 
system zoning, the orientation of each building feature, the 
number of floors and the gross envelope areas of the stan- 
dard design shall be the same as those of the proposed de- 
sign except as modified by Section 806.4.5 or 806.4.6. 

Exceptloes Permanent fixed or movable external shad- 
ing devices for windows and glazed doors shall be ex- 
cluded from the standard design. 

M€o4o5 Wiedow area. The window area of the standard de- 
sign shall be the same as the proposed design, or 35 percent 
of the above-grade wall area, whichever is less, and shall be 
distributed in a uniform pattern equally over each building 
facade. 

M€AM SkyllgSiit area. The skylight area of the standard de- 
sign shall be the same as the proposed design, or 3 percent of 
the gross area of the roof assembly, whichever is less. 

8§6o4c7 lEternor Ilglitlng, The lighting power for the stan- 
dard design shall be the maximum allowed in accordance 
with Section 805.4. Where the occupancy of the building is 
not known, the lighting power density shall be 1 .5 Watts per 
square foot (16.1 W/m^). 



)oS DocHimemtatiOEi, The energy analysis and supporting 
documentation shall be prepared by a registered design profes- 
sional where required by the statutes of the jurisdiction in 
which the project is to be constructed. The information docu- 
menting compliance shall be submitted in accordance with 
Sections 806.5.1 through 806.5.4 



)o5,l AssBipal energy use amd associated costs. The an- 
nual energy use and costs by energy source of the standard 
design and the proposed design shall be clearly indicated. 



)o5.2 Eeergy-related features. A list of the energy-re- 
lated features that are included in the proposed design and 
on which compliance with the provisions of the code are 
claimed shall be provided to the code official. This list shall 
include and prominently indicate all features that differ 
from those set forth in Section 806.4 and used in the energy 
analysis between the standard design and the proposed de- 
sign. 

811)6.5.3 Impiit aed oetpot report(s). Input and output re- 
port(s) from the energy analysis simulation program con- 
taining the complete input and output files, as applicable. 
The output file shall include energy use totals and energy 
use by energy source and end-use served, total hours that 
space conditioning loads are not met and any errors or warn- 
ing messages generated by the simulation tool as apphcable. 

8Mo5o4 Wrnttemi expIaiiatloini(s)o An explanation of any er- 
ror or warning messages appearing in the simulation tool 
output shall be provided in a written, narrative format. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDINGS 



TABLE 802.2(5) 
BUILDING ENVELOPE REQUIREMENTS^ *^''*»"9*' ® - CLIMATE ZONE 1a 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITDONAfALUE 


Skylights (f/-factor) 


1 


Slab or below-grade wall (i?-va!ue) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


U-factor 


Any 


Any 


0.25 < PF < 0.50 


Any 


Any 


PF > 0.50 


Any 


Any 


Roof assemblies (1? -value) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-13 


R-11 


Metal joist/truss 


R-13 


R-12 


Concrete slab or deck 


NA 


R-U 


Metal purlin with thermal block 


R-19 


R-12 


Metal ptirlin without thermal block 


R-30 


R-12 


Floors over outdoor air or unconditioned space (i?-value) 

All-wood joist/truss 


insulation between framing 


Continuous insulation 


R-0 


R-0 


Metal joist/truss 


R-0 


R-0 


Concrete slab or deck 


NA 


R-0 


Above-grade walls (l?-value) 

Framed 


No framing 


[\/letai framing 


Wood framing 








^- value cavity 


NA 


R-0 


R-0 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?-value cavity 


NA 


R-0 


R-0 


/?- value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








i?-value cavity 


NA 


R-0 


R-0 


^-value continuous 


R-0 


R-0 


R-0 


WSNDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDiTBONA^ALUE 


Skylights (IZ-factor) 


1 


Slab or below-grade wall (^-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


y-factor 


0.6 


Any 


0.25 < PF < 0.50 


0.7 


Any 


PF > 0.50 


Any 


Any 


Roof assemblies (/f-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-14 


Metal joist/truss 


R-19 


R-15 


Concrete slab or deck 


NA 


R-14 


Metal purlin with thermal block 


R-25 


R-15 


Metal purlin without thermal block 


X 


R-15 


Floors over outdoor air or unconditioned space (i?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-0 


R-0 


Metal joist/truss 


R-0 


R-0 


Concrete slab or deck 


NA 


R-0 


Above-grade walls (i2-value) 

Framed 


No framing 


iVietal framing 


Wood framing 








/?-value cavity 


NA 


R-0 


R-0 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








7?- value cavity 


NA 


R-0 


R-0 


7?- value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-0 


R-0 


/?- value continuous 


R-0 


R-0 


R-0 



(continued) 
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ACCEPTABLE PRACTICE FOR COBiR/aERCDAL BUILOilMG 



TABLE 802.2(5) — contSf^ued 
BUiLDDMG ENVELOPE REQUIIREMENTS^ *^''°"9^ ® = CLQMATE ZONE 1a 



WDNDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDiTION/VALUE 


SkyligSiits (^/-factor) 


1 


Slab or below-grade wall (^-valliuie) 


R-0 


Wiodows and glass doors 
PF < 0.25 


SHGC 


iZ-factor 


0.4 




0.7 


0.25 < PF < 0.50 


0.5 




0.7 


PF>0.50 


0.6 




0.7 


Roof assemblies (iJ-value) 
All-wood joist/truss 


Bnsulation between framing 


Continuous insulation 


R-19 




R-16 


Metal joist/truss 


R-25 




R-17 


Concrete slab or deck 


NA 




R-16 


Metal purlin with thermal block 


R-25 




R-17 


Metal purlin without thermal block 


X 




R-17 


Floors over outdoor air or umcomditioeed space (iJ-valee) 
All-wood joist/truss 


Onsulation between framing 


Continuous insulation 


R-0 




R-0 


Metal joist/truss 


R-0 




R-0 


Concrete slab or deck 


NA 




R-0 


Above-grade vi^aJls (i^-valoe) 
Framed 


No framing 


iVJetal framing 


Wood framing 










i?- value cavity 


NA 


R-0 




R-0 


/?- value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










i?- value cavity 


NA 


R-0 




R-0 


/?- value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-0 




R-0 


i?-value continuous 


R-0 


R-0 




R-0 


WDNDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDmON/VALUE 


SkylSglhits (^-factor) 


1 


Slab or below-grade wall (i'J-vallpe) 


R-0 


Wiodows and glass doors 
PF < 0.25 


SHGC 


Wactor 


0.3 




0.7 


0.25 < PF < 0.50 


0.4 




0.7 


PF > 0.50 


0.5 




0.7 


Roof assemblies (iJ-valme) 
All- wood joist/truss 


Dnsuiation between framing 


Continuous insuiation 


R-19 




R-16 


Metal joist/truss 


R-25 




R-17 


Concrete slab or deck 


NA 




R-16 


Metal purlin with thermal block 


R-25 




R-17 


Metal purlin without thermal block 


R-30 




R-17 


Floors over outdoor air or minicoeditioinied space (if-valee) 
All-wood joist/truss 


Dnsuiation between framing 


Continuous insulation 


R-0 




R-0 


Metal joist/truss 


R-0 




R-0 


Concrete slab or deck 


NA 




R-0 


Above-grade walls (i?-valee) 
Framed 


No framing 


iVietai framing 


Wood framing 










/?-value cavity 


NA 


R-0 




R-0 


/?- value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-0 




R-0 


/?- value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-0 




R-0 


/?-value continuous 


R-0 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An 7?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply, 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDINGS 



TABLE 802.2(6) 
BUILDING ENVELOPE REQUIREMENTS^ ^^^^^^s*^® - CLIMATE ZONE 1b 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights (J7-factor) 


1 


Slab or beiow-grade wall (if-value) 


R-0 


Windows and glass doors 

PF<0.25 


SHGC 


(/-factor 


Any 


Any 


0.25 <PF< 0.50 


Any 


Any 


PF > 0.50 


Any 


Any 


Roof assemblies (/?- value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-14 


Metal joist/truss 


R-19 


R-15 


Concrete slab or deck 


NA 


R-14 


Metal purlin with thermal block 


R-25 


R-15 


Metal purlin without thermal block 


X 


R-15 


Floors over outdoor air or unconditioned space (i?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-0 


R-0 


Metal joist/truss 


R-0 


R-0 


Concrete slab or deck 


NA 


R-0 


Above-grade walls (/2-value) 

Framed 


No framing 


[Vietal framing 


Wood iFraming 








/?-value cavity 


NA 


R-0 


R-0 


i?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?-value cavity 


NA 


R-0 


R-0 


7?-value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-0 


R-0 


/?-value continuous 


R-0 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights (^/-factor) 


1 


Slab or below-grade wall (/2-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


(/■factor 


0.6 


Any 


0.25 < PF < 0.50 


0.7 


Any 


PF > 0.50 


Any 


Any 


Roof assemblies (i^-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-14 


Metal joist/truss 


R-19 


R-15 


Concrete slab or deck 


NA 


R-14 


Metal purlin with thermal block 


R-25 


R-15 


Metal purlin without thermal block 


X 


R-15 


Floors over outdoor air or unconditioned space (if-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-0 


R-0 


Metal joist/truss 


R-0 


R-0 


Concrete slab or deck 


NA 


R-0 


Above-grade walls (/? -value) 

Framed 


No framing 


Metal framing 


Wood framing 








^-value cavity 


NA 


R-0 


R-0 


/?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-0 


R-0 


/?- value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-0 


R-0 


^- value continuous 


R-0 


R-0 


R-0 



(continued) 
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TABLE 802.2(6)— cootinyed 


1 








BUBLDDMG E^iVELOPE REQUflREMEOTS^ *'^^°"9'» ^ - CLiMATE ZOm lb 




WDNDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDDTDONA/ALUE 


Skylights (^-factor) 


1 


Slab or below-grade wall (i?-valpe) 


R-0 


Windows amd glass doors 
PF < 0.25 


SMGC 


Wactor 


0.5 




0.7 


0.25 < PF < 0.50 


0.6 




0.7 


PF > 0.50 


0.7 




0.7 


Roof assemblies (if -valine) 
All- wood joist/truss 


Dnsulation between framing 


Continuous insulation 


R-19 




R-14 


Metal joist/truss 


R-19 




R-15 


Concrete slab or deck 


NA 




R-14 


Metal purlin with thermal block 


R-25 




R-15 


Metal purlin without thermal block 


X 




R-15 


Floors over outdoor air or eocoeditioned space (iJ-valme) 
All- wood joist/truss 


Dnsulation between framing 


Continuous insulation 


R-0 




R-0 


Metal joist/truss 


R-0 




R-0 


Concrete slab or deck 


NA 




R-0 


Above-grade walls (^-value) 
Framed 


No framing 


Metal framing 


Wood framing 










7?-value cavity 


NA 


R-0 




R-0 


/?- value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?-value cavity 


NA 


R-0 




R-0 


/?- value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-0 




R-0 


/?- value continuous 


R-0 


R-0 




R-0 


WDNDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDmONA/ALUE 


Skylighlts (^/-factor) 


1 


Slab or below-grade wall (iJ-valee) 


R-0 


Wnimdows and glass doors 
PF<0.25 


SHGC 


i^factor 


0.4 




0.7 


0.25 <PF< 0.50 


0.5 




0.7 


PF > 0.50 


0.7 




0.7 


Moof assemblies (if -valine) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 




R-14 


Metal joist/truss 


R-19 




R-15 


Concrete slab or deck 


NA 




R-14 


Metal purlin with thermal block 


R-25 




R-15 


Metal purhn without thermal block 


R-30 




R-15 


Floors over ootdoor air or luincoediltiomed space (if-value) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-0 




R-0 


Metal joist/truss 


R-0 




R-0 


Concrete slab or deck 


NA 




R-0 


Above-grade walls (if-valiue) 
Framed 


No framing 


Metal framing 


Wood framing 










/?-value cavity 


NA 


R-0 




R-0 


/f-value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










7?- value cavity 


NA 


R-0 




R-0 


/?- value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










/?-value cavity 


NA 


R-0 




R-0 


/?-value continuous 


R-0 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as apphcable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 



2003 IMTERNATIOCSSAL EMERGY CONSERVATBOB^ CODE® 



81 



ACCEPTABLE PRACTICE FOR COMMERCDAL BUILDINGS 



TABLE 802.2(7) 
BUILDING ENVELOPE REQUIREMENTS^ *'''*»"9^^ - CLIMATE ZONE 2a 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDmONA^ALUE 


Skylights (f/-factor) 


1 


Slab or below-grade wall (/?-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


(^factor 


Any 


Any 


0.25 < PF < 0.50 


Any 


Any 


PF > 0.50 


Any 


Any 


Roof assemblies (/? -value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-13 


Metal joist/truss 


R-19 


R-14 


Concrete slab or deck 


NA 


R-13 


Metal purlin with thermal block 


R-19 


R-14 


Metal purlin without thermal block 


X 


R-14 


Floors over outdoor air or unconditioned space (i^-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-0 


R-0 


Metal joist/truss 


R-11 


R-4 


Concrete slab or deck 


NA 


R-0 


Above-grade walls (U-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?-value cavity 


NA 


R-0 


R-0 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-0 


R-0 


7?- value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-0 


R-0 


/?-value continuous 


R-0 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA/ALUE 


Skylights (U-factor) 


1 


Slab or below-grade wall (/f-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


lAfactor 


0.5 


Any 


0.25 < PF < 0.50 


0.6 


Any 


PF>0.50 


0.7 


Any 


Roof assemblies (i?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-13 


Metal joist/truss 


R-19 


R-14 


Concrete slab or deck 


NA 


R-13 


Metal purlin with thermal block 


R-19 


R-14 


Metal purlin without thermal block 


X 


R-14 


Floors over outdoor air or unconditioned space (i?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-0 


R-0 


Metal joist/truss 


R-11 


R-4 


Concrete slab or deck 


NA 


R-0 


Above-grade walls (i?-value) 

Framed 


No framing 


Metal framing 


Wood iFraming 








/?- value cavity 


NA 


R-0 


R-0 


/?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-0 


R-0 


/?- value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-0 


R-0 


/?-value continuous 


R-0 


R-0 


R-0 



(continued) 
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TABLE 802.2(7)— cootnoued 










BUHLOflgMG EiMVELOPE eEQUiREil/SEOTS^ ^•^^"S^ ® - CLSMATE ZO^SE 2a 




WINDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEiWENT 


CONDmONA/ALUE 


Skyliglhtts (U-fsictar) 


1 


Slab or Ibelow-grade wall (if -value) 


R-0 


Windows and glass doors 
PF < 0.25 


SHGC 


£Afactor 


0.4 




0.7 


0.25 < PF < 0.50 


0.5 




0.7 


PF > 0.50 


0.6 




0.7 


Roof assemblies (i?- value) 
All-wood joist/truss 


Dnsulation between framing 


Continuous insulation 


R-19 




R-13 


Metal joist/truss 


R-19 




R-14 


Concrete slab or deck 


NA 




R-13 


Metal purlin with thermal block 


R-19 




R-14 


Metal purlin widiout thermal block 


X 




R-14 


Floors over oeitdoor air or mincoinididoped space (i^-valiuie) 
All-wood joist/truss 


Bnsulation between framing 


Continuous insulation 


R-0 




R-0 


Metal joist/truss 


R-11 




R-4 


Concrete slab or deck 


NA 




R-0 


Above-grade walls (if-valiue) 
Framed 


No framing 


i\/letai framing 


Wood framing 










/?-value cavity 


NA 


R-0 




R-0 


/?- value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-0 




R-0 


7?- value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










/?-value cavity 


NA 


R-0 




R-0 


/?-value continuous 


R-0 


R-0 




R-0 


WBNDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELESViENT 


CONDiTiON/VALUE 


Skylighes (^-factor) 


1 


Slab or bellow-grade wall (^-valiie) 


R-0 


Windows and glass doors 
PF < 0.25 


SHGC 


Wactor 


0.4 




0.7 


0.25 < PF < 0.50 


0.5 




0.7 


PF>0.50 


0.6 




0.7 


Roof assemblies (i?-valiuie) 
All-wood joist/truss 


Onsulation between framing 


Continuous insulation 


R-19 




R-13 


Metal joist/truss 


R-19 




R-14 


Concrete slab or deck 


NA 




R-13 


Metal purlin with thermal block 


R-19 




R-14 


Metal purlin without thermal block 


R-25 




R-14 


Floors over omtdoor air or niecomditioinied space (if-valee) 
All-wood joist/truss 


Onsulation between framing 


Continuous insulation 


R-0 




R-0 


Metal joist/truss 


R-n 




R-4 


Concrete slab or deck 


NA 




R-0 


Above-grade walls (i?-valise) 
Framed 


No framing 


iVietal framing 


Wood framing 










/?-value cavity 


NA 


R-7 




R-7 


/?- value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










7?- value cavity 


NA 


R-0 




R-0 


/?-value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










7?-value cavity 


NA 


R-0 




R-0 


/?-value continuous 


R-0 


R-0 




R-0 



For SI: 1 inch = 25 .4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 
' b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMWIERCBAL BUILDIlSflGS 



TABLE 802.2(8) 

BUILDING ENVELOPE REQUIREMENTS^ *^'"°"9'^ ® - CLIMATE ZONE 2b 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylighits (t/-factor) 


1 


Slab or below-grade wall (i? -value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


(^factor 


Any 


Any 


0.25 <PF< 0.50 


Any 


Any 


PF > 0.50 


Any 


Any 


Roof assemblies (1? -value) 

All-wood joist/truss 


insulation between framing 


Continuous insuiation 


R-19 


R-16 


Metal joist/truss 


R-25 


R-17 


Concrete slab or deck 


NA 


R-16 


Metal purlin with thermal block 


R-25 


R-17 


Metal purlin without thermal block 


X 


R-17 


Floors over outdoor air or unconditioned space (i?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insuiation 


R-11 


R-4 


Metal joist/truss 


R-U 


R-4 


Concrete slab or deck 


NA 


R-1 


Above-grade walls (/?-vaIue) 
Framed 


No framing 


fVietal framing 


Wood framing 








/?-value cavity 


NA 


R-0 


R-0 


/?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?-value cavity 


NA 


R-0 


R-0 


/?- value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-0 


R-0 


^-value continuous 


R-0 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA^ALUE 


Skylights (fZ-factor) 


1 


Slab or below-grade wall (i2-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


l/-factor 


0.5 


Any 


0.25 <PF< 0.50 


0.6 


Any 


PF>0.50 


0.7 


Any 


Roof assemblies (if-value) 

All- wood joist/truss 


Insuiation between framing 


Continuous insuiation 


R-19 


R-16 


Metal joist/truss 


R-25 


R-17 


Concrete slab or deck 


NA 


R-16 


Metal purlin with thermal block 


R-25 


R-17 


Metal purlin without thermal block 


X 


R-17 


Floors over outdoor air or unconditioned space (iJ- value) 

All- wood joist/truss 


Insuiation between framing 


Continuous insuiaition 


R-ll 


R-4 


Metal joist/truss 


R-11 


R-4 


Concrete slab or deck 


NA 


R-1 


Above-grade walls (/?-vaIue) 

Framed 


No framing 


iVIetai framing 


Wood framing 








/?-value cavity 


NA 


R-0 


R-0 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?-value cavity 


NA 


R-0 


R-0 


/?-value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-0 


R-0 


y?-value continuous 


R-0 


R-0 


R-0 



(continued) 
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ACCEPTABLE PRACTBCE FOR COEVilR/aERCGAL BUfLOflCSSG 



TABLE 802.2(8)— contiimued 
BO iLDPG ENVELOPE REQUiREIViENTS^ *^^°"9^ ® - CUEiATE ZOME 2fo 



WIMDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCEBSST BUT MOT GREATER THA!M 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDmONA^ALUE 


SkySights (jy-factor) 


1 


Slab or below-grade wall (R-vsdue) 


R-0 


Windows and glass doors 
PF < 0.25 


SHGC 


Wactor 


0.5 




0.7 


0.25 <PF< 0.50 


0.6 




0.7 


PF>0.50 


0.7 




0.7 


Moof assemblies (i?-vaEee) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 




R-J6 


Metal joist/truss 


R-25 




R-17 


Concrete slab or deck 


NA 




R-16 


Metal purlin with thermal block 


R-25 




R-17 


Metal purlin without thermal block 


X 




R-17 


Floors over outdoor air or emcoinididonied space (^-vaEee) 
All-wood joist/truss 


DnsuBation between framing 


Continuous insulation 


R-11 




R-4 


Metal joist/truss 


R-ll 




R-4 


Concrete slab or deck 


NA 




R-1 


Above-grade walls (^-vaEue) 
Framed 


No framing 


Wietal framing 


Wood framing 










/?- value cavity 


NA 


R-ll 




R-ll 


/?- value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-0 




R-0 


/?-value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-ll 




R-ll 


/?- value continuous 


R-5 


R-0 




R-0 


WDNDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEWiENT 


CONDmONAfALUE 


Skyliglhts (^/-facltor) 


1 


Slab or below-grade wall (i?-valiiie) 


R-0 


Wimdows and glass doors 
PF<0.25 


SHGC 


y-factor 


0.4 




0.7 


0.25 <PF< 0.50 


0.5 




0.7 


PF > 0.50 


0.7 




0.7 


MoolF assemblies (^-value) 
All-wood joist/truss 


insuDation between framing 


Continuous insulation 


R-19 




R-16 


Metal joist/truss 


R-25 




R-17 


Concrete slab or deck 


NA 




R-16 


Metal purlin with thermal block 


R-25 




R-17 


Metal purlin without thermal block 


R-30 




R-17 


Floors over outdoor air or encouditioued space (^-value) 
All-wood joist/truss 


insulation between framing 


Continuous insulation 


R-ll 




R-4 


Metal joist/truss 


R-ll 




R-4 


Concrete slab or deck 


NA 




R-1 


Above-grade walls (i?-value) 
Framed 


No framing 


Metal framing 


Wood framing 










/?- value cavity 


NA 


R-ll 




R-ll 


i?-value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?-value cavity 


NA 


R-0 




R-0 


/?- value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










/?-vaIue cavity 


NA 


R-ll 




R-ll 


/?- value continuous 


R-5 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDINGS 



TABLE 802.2(9) 
BUILDING ENVELOPE REQUIREMENTS^ *^™"9^® - CLIMATE ZONE 3a 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDmON/VALUE 


Skylights (f/-factor) 


1 


Slab or below-grade wall (/f-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


(Afactor 


Any 


Any 


0.25 < PF < 0.50 


Any 


Any 


PF > 0.50 


Any 


Any 


Roof assemblies (if-value) 

All-wood joist/truss 


Bnsulation between framing 


Continuous insulation 


R-11 


R-9 


Metal joist/truss 


R-11 


R-10 


Concrete slab or deck 


NA 


R-9 


Metal purlin with thermal block 


R-13 


R-10 


Metal purlin without thermal block 


R-25 


R-10 


Floors over outdoor air or unconditioned space (if-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 


R-4 


Metal joist/truss 


R-11 


R-4 


Concrete slab or deck 


NA 


R-2 


Above-grade walls (ii-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?-value cavity 


NA 


R-0 


R-0 


/?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-0 


R-0 


/?- value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-0 


R-0 


7?- value continuous 


R-0 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA^ALUE 


Skylights (^/-factor) 


1 


Slab or below-grade wall (i?-value) 


R-0 


Windows and glass doors 

PF<0.25 


SHGC 


U-factor 


0.6 


Any 


0.25 < PF < 0.50 


0.7 


Any 


PF>0.50 


Any 


Any 


Roof assemblies (i?-value) 

All-wood joist/truss 


Bnsulation between framing 


Continuous insulation 


R-19 


R-12 


Metal joist/truss 


R-19 


R-13 


Concrete slab or deck 


NA 


R-12 


Metal purlin with thermal block 


R-19 


R-13 


Metal purlin without thermal block 


R-30 


R-13 


Floors over outdoor air or unconditioned space (i?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 


R-4 


Metal joist/truss 


R-11 


R-4 


Concrete slab or deck 


NA 


R-2 


Above-grade walls (/?-value) 

Framed 


No framing 


EVIetal framing 


Wood framing 








^-value cavity 


NA 


R-0 


R-0 


i?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-0 


R-0 


^-value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








7?- value cavity 


NA 


R-0 


R-0 


/?-value continuous 


R-0 


R-0 


R-0 



(continued) 
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ACCEPTOBLE PRACTiCE FOB COMCVilERCDAL BUILDDNG 



TABLE 802.2(9)— contSoyed 
BUBLDBNG EWELOPE REQy!REME[MTS^*^r°"9'^® = CLiiVaATE ZO!i^E 3a 



WDNDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEftflENT 


CONDDTIONA/ALUE 


Skylights (U-Ucior) 


1 


Slab or below-grade wall (^-value) 


R-0 


Windows aintd glass doors 
PF < 0.25 


SHGC 


U-factor 


0.5 




0.7 


0.25 < PF < 0.50 


0.6 




0.7 


PF>0.50 


0.7 




0.7 


Roof assemWies (i2-valye) 
All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 




R-12 


Metal joist/truss 


R-19 




R-13 


Concrete slab or deck 


NA 




R-12 


Metal purlin with thermal block 


R-19 




R-13 


Metal purlin without thermal block 


R-30 




R-13 


Floors over outdoor air or imconditioeed space (i?-valee) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 




R-4 


Metal joist/truss 


R-11 




R-4 


Concrete slab or deck 


NA 




R-2 


Atoove-grade walls (R-vsdue) 
Framed 


No framing 


Metal framing 


Wood framing 










/?-value cavity 


NA 


R-11 




R-11 


R-value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










7?- value cavity 


NA 


R-0 




R-0 


/?- value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










7?-value cavity 


NA 


R-0 




R-0 


/?-value continuous 


R-0 


_. .M ,.,..„.. 




R-0 


WBNDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEWiENT 


CONDBTDONA/ALUE 


Skyloglits (£/-factor) 


1 




Slab or beBow-grade wall (if-valiue) 


R-0 


Windows and glass doors 
PF < 0.25 


SHGC 


Wactor 


0.4 




0.7 


0.25 < PF < 0.50 


0.5 




0.7 


PF>0.50 


0.7 




0.7 


Roof assemblies (i?-valiiiie) 
All-wood joist/truss 


Bnsulatlon between framing 


Continuous insulation 


R-19 




R-12 


Metal joist/truss 


R-19 




R-13 


Concrete slab or deck 


NA 




R-12 


Metal purlin with thermal block 


R-19 




R-13 


Metal purlin without thermal block 


R-30 




R-13 


Floors over omtdoor air or emcopditooinied space (^-value) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-U 




R-4 


Metal joist/truss 


R-11 




R-4 


Concrete slab or deck 


NA 




R-2 


Above-grade walls (if-valee) 
Framed 


No framing 


Metal framing 


Wood framing 










/?- value cavity 


NA 


R-11 




R-11 


i?- value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-0 




R-0 


^-value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










7?- value cavity 


NA 


R-0 




R-0 


/?-value continuous 


R-0 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDllMGS 



TABLE 802.2(10) 
BUSLDIMG ENVELOPE REQUIREMENTS^ ^^^'^^s'^ ® = CLIMATE ZONE 3b 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA^ALUE 


Skylights (fZ-factor) 


1 


Slab or below-grade wall (/?-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


(Afactor 


Any 


Any 


0.25 <PF< 0.50 


Any 


Any 


PF>0.50 


Any 


Any 


Roof assemblies (i?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-12 


Metal joist/truss 


R-19 


R-13 


Concrete slab or deck 


NA 


R-12 


Metal purlin with thermal block 


R-19 


R-13 


Metal purlin without thermal block 


R-30 


R-13 


Floors over outdoor air or unconditioned space (if-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 


R-4 


Metal joist/truss 


R-U 


R-4 


Concrete slab or deck 


NA 


R-2 


Above-grade walls (iJ-value) 

Framed 


No framing 


SVletal framing 


Wood framing 








/?-value cavity 


NA 


R-0 


R-0 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-0 


R-0 


i? -value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-0 


R-0 


/?-value continuous 


R-0 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights (f/-factor) 


1 


Slab or below-grade wall (i?-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


iAfactor 


0.5 


Any 


0.25 < PF < 0.50 


0.6 


Any 


PF>0.50 


0.7 


Any 


Roof assemblies (/?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-12 


Metal joist/truss 


R-19 


R-13 


Concrete slab or deck 


NA 


R-12 


Metal purlin with thermal block 


R-19 


R-13 


Metal purlin without thermal block 


R-30 


R-13 


Floors over outdoor air or unconditioned space (i?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 


R-4 


Metal joist/truss 


R-11 


R-4 


Concrete slab or deck 


NA 


R-2 


Above-grade walls (/J-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?-value cavity 


NA 


R-0 


R-0 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-0 


R-0 


/?-value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-0 


R-0 


/?-value continuous 


R-0 


R-0 


R-0 



(continued) 
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ACCEPTABLE PRACTDCE FOR COEVaMERClAL BUBLOBWG 



TABLE 802.2(10)— continyed 
BOBLDIING ENVELOPE REQUiREEV3EiSgTS^*^'°"9*^® - CLBBVaATE ZOME 3b 



WBNDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDBTBONA^ALUE 


Skyliglhts ((/-factor) 


1 


Slab or below-grade wall (if -value) 


R-0 


Windows and glass doors 
PF<0.25 


SHGC 


Wactor 


0.4 




0.7 


0.25 <PF< 0.50 


0.5 




0.7 


PF > 0.50 


0.6 




0.7 


Roof assemblies (i?-vallee) 

All-wood joist/truss 
Metal joist/truss 
Concrete slab or deck 


flnsulation between framing 


Continuous insulation 


R-19 
R-19 

NA 




R-12 
R-13 
R-12 


Metal purlin with thermal block 
Metal purlin without thermal block 


R-19 

R-30 




R-13 
R-13 


Floors over omitdoor air or umcoinidiitioinied space (i?-vallee) 

All- wood joist/truss 
Metal joist/truss 
Concrete slab or deck 


Bnsulation between framing 


Continuous insulation 


R-ll 
R-U 

NA 


R-4 

R-4 
R-2 


Above-grade walls (U-valee) 
Framed 


No framing 


EUaetal framing 


Wood framing 










/?- value cavity 


NA 


R-0 




R-0 


^- value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 
/?-value cavity 


NA 


R-0 




R-0 


/?- value continuous 


R-0 


R-0 




R-0 


Other masonry walls 
/?-value cavity 
^-value continuous 


NA 
R-0 


R-0 
R-0 




R-0 
R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDmON/VALUE 


Skyliglhlts (^-factor) 


1 


Slab or below-grade wall (^-value) 


R-0 


Wiiadows and glass doors 
PF<0.25 


SHGC 


Wactor 


0.4 




0.7 


0.25 <PF< 0.50 


0.5 




0.7 


PF > 0.50 


0.6 




0.7 


IRoof assemblies (if-valme) 

All- wood joist/truss 
Metal joist/truss 
Concrete slab or deck 


Dnsulation between framing 


Continuous insulation 


R-19 
R-19 

NA 




R-12 
R-13 
R-12 


Metal purlin with thermal block 


R-19 




R-13 


Metal purlin without thermal block 


R-30 




R-13 


Floors over outdoor air or nmcooiditioinied space (iJ-valee) 

All-wood joist/truss 
Metal joist/truss 


Dnsulation between framing 


Continuous insulation 


R-ll 
R-ll 




R-4 
R-4 


Concrete slab or deck 


NA 




R-2 


Above-grade walls (if-valee) 
Framed 


No framing 


Metal framing 


Wood framing 










/?-value cavity 


NA 


R-7 




R-7 


/?-value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 
/?- value cavity 


NA 


R-0 




R-0 


/?-value continuous 


R-0 


R-0 




R-0 


Other masonry walls 
/?- value cavity 
/?-value continuous 


NA 
R-0 


R-0 
R-0 




R-0 
R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCBAL BUILDII^GS 





TABLE 802.2(11) 








BUILDING ENVELOPE REQUIREMENTS^ *'''°"9»^® - CLIWIATE ZONE 3c 


WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA/ALUE 


Skylights (l/-factor) 


1 


Slab or below-grade wall (/? -value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


«>factor 


Any 


Any 


0.25 < PF < 0.50 


Any 


Any 


PF>0.50 


Any 


Any 


Roof assemblies (/f -value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-16 


Metal joist/truss 


R-25 


R-17 


Concrete slab or deck 


NA 


R-16 


Metal purlin with thermal block 


R-25 


R-17 


Metal purlin without thermal block 


X 


R-17 


iFIoors over outdoor air or unconditioned space (i?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 


R-4 


Metal joist/truss 


R-U 


R-4 


Concrete slab or deck 


NA 


R-2 


Above-grade walls (if-value) 

Framed 


No framing 


i\^etal framing 


Wood framing 








7?- value cavity 


NA 


R-0 


R-0 


^-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-0 


R-0 


y?-value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-0 


R-0 


/?-value continuous 


R-0 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA/ALUE 


Skylights (f/-factor) 


I 


Slab or below-grade wall (K-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


iAfactor 


0.5 


Any 


0.25 <PF< 0.50 


0.6 


Any 


PF > 0.50 


0.7 


Any 


Roof assemblies (i^-value) 

All-wood joist/truss 


Insuiatlon between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


X 


R-20 


Floors over outdoor air or unconditioned space (^-value) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 


R-4 


Metal joist/truss 


R-U 


R-4 


Concrete slab or deck 


NA 


R-2 


Above-grade walls (K-value) 
Framed 


No framing 


Metal framing 


Wood framing 








/?- value cavity 


NA 


R-11 


R-0 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?-value cavity 


NA 


R-0 


R-0 


/?-value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-0 


R-0 


/?- value continuous 


R-0 


R-0 


R-0 



(continued) 
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ACCEPTABLE PRACTICE FOR CO[VJi\/aERCIAL BUILDING 



TABLE 802.2(11)— conttanyed 
BOBLDaESIG ENVELOPE REQUIREB^/HEMTS® ^'^^^"S^ ® - CLlSViATE ZONE 3c 



WDNDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDDTDONA/ALUE 


Skylights (^/-factor) 


1 


Slab or below-grade wall (iJ-valoe) 


R-0 


Windows and glass doors 
PF < 0.25 


SHGC 


(^factor 


0.4 




0.7 


0.25 < PF < 0.50 


0.5 




0.7 


PF > 0.50 


0.6 




0.7 


Roof assemblies (i?-vali!]ie) 
All-wood joist/truss 


Dnsulation between framing 


Continuous insulation 


R-25 




R-19 


Metal joist/truss 


R-25 




R-20 


Concrete slab or deck 


NA 




R-19 


Metal purlin with thermal block 


R-30 




R-20 


Metal purlin without thermal block 


X 




R-20 


Floors over outdoor air or nmconditioned space (if-valee) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-U 




R-4 


Metal joist/truss 


R-11 




R-4 


Concrete slab or deck 


NA 




R-2 


Above-grade walls (iJ-vaBee) 
Framed 


No framing 


Metal framing 


Wood framing 










/?-value cavity 


NA 


R-11 




R-11 


/?-value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-0 




R-0 


/?- value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










^- value cavity 


NA 


R-11 




R-11 


/?-value continuous 


R-5 


R-0 




R-0 


W8N0OW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDDTDON/VALUE 


Skylights (^-factor) 


1 


Slab or below-grade wall (iJ- value) 


R-0 


Windows and glass doors 
PF<0.25 


SHGC 


iJLfactor 


0.4 




0.7 


0.25 < PF < 0.50 


0.5 




0.7 


PF > 0.50 


0.6 




0.7 


Roof assemWies (i?-vatae) 
All-wood joist/truss 


insulation between framing 


Continuous insulation 


R-25 




R-19 


Metal joist/truss 


R-25 




R-20 


Concrete slab or deck 


NA 




R-19 


Metal purlin with thermal block 


R-30 




R-20 


Metal purlin without thermal block 


R-38 




R-20 


Floors over outdoor air or nnconditJoned space (^-valoe) 
All-wood joist/truss 


Dnsulation between framing 


Continuous insulation 


R-11 




R-4 


Metal joist/truss 


R-11 




R-4 


Concrete slab or deck 


NA 




R-2 


Above-grade walls (i?-valine) 
Framed 


No framing 


iVietal framing 


Wood framing 










/?- value cavity 


NA 


R-11 




R-11 


/?- value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?-value cavity 


NA 


R-0 




R-0 


/?-value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-n 




R-11 


7?-value continuous 


R-5 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDINGS 





TABLE 802.2(12) 








BUILDING ENVELOPE REQUIREMENTS^ ^f^-^^^g"^ ® - CLBMATE ZONE 4a 


WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights (C/-factor) 


1 


Slab or b€low-grade wall (/?-valiie) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


iAfactor 


Any 


Any 


0.25 < PF < 0.50 


Any 


Any 


PF > 0.50 


Any 


Any 


Koof assemblies (/?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-13 


R-11 


Metal joist/truss 


R-13 


R-12 


Concrete slab or deck 


NA 


R-11 


Metal purlin with thermal block 


R-19 


R-12 


Metal purlin without thermal block 


R-30 


R-12 


Floors over outdoor air or unconditioned space (/?-va!ue) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 


R-4 


Metal joist/truss 


R-11 


R-4 


Concrete slab or deck 


NA 


R-3 


Above-grade walls (If-value) 

Framed 


No framing 


Metal framing 


Woocll framing 








/?-value cavity 


NA 


R-0 


R-0 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-0 


R-0 


R-\a\ue continuous 


R-0 


R-0 


R-0 


Other masonry walls 








^-value cavity 


NA 


R-0 


R-0 


i?-value continuous 


R-0 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITSON/VALUE 


Skylights (fZ-factor) 


1 


Slab or below-grade wall (/f -value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


4Afactor 


0.6 


Any 


0.25 < PF < 0.50 


0.7 


Any 


PF > 0.50 


Any 


Any 


Roof assemblies (U-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-12 


Metal joist/truss 


R-19 


R-13 


Concrete slab or deck 


NA 


R-12 


Metal purlin with thermal block 


R-19 


R-13 


Metal purlin without thermal block 


R-30 


R-13 


Floors over outdoor air or unconditioned space (if-value) 

All- wood joist/truss 


Onsulation between framing 


Continuous insulation 


R-11 


R-4 


Metal joist/truss 


R-11 


R-4 


Concrete slab or deck 


NA 


R-3 


Above-grade walls (i?-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?- value cavity 


NA 


R-11 


R-11 


i?- value continuous 


NA 


NA 


NA 


CMU, > 8 inches, with integral insulation 








/?-value cavity 


NA 


R-0 


R-0 


y?-value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








R-vahie cavity 


NA 


R-0 


R-0 


7?-value continuous 


R-0 


R-0 


R-0 



(continued) 
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TABLE 802.2(12)— coffitSnued 
BUIILOaNG ENVELOPE lREQyaREiVaEiS§TS^*'''°"9'^® = CLBSViATE ZONE 4a 



WINDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDDTIONA/ALUE 


Skylights (^-factor) 


1 


Slab or Ibelow-grade wall (i?-valee) 


R-0 


Windows aed glass doors 
PF < 0.25 


SHGC 


ULfactor 


0.5 




0.7 


0.25 < PF < 0.50 


0.6 




0.7 


PF > 0.50 


0.7 




0.7 


Roof assem Wies (i?-valloe) 
All- wood joist/truss 


Bnsulation between framing 


Continuous insulation 


R-19 




R-12 


Metal joist/truss 


R-19 




R-13 


Concrete slab or deck 


NA 




R-12 


Metal purlin with thermal block 


R-19 




R-13 


Metal purlin without thermal block 


R-30 




R-13 


Floors over opitdoor air or amcoEditioEed space (R-Ysilue) 
All-wood joist/truss 


Bnsulation between framing 


Continuous insulation 


R-11 




R-4 


Metal joist/truss 


R-U 




R-4 


Concrete slab or deck 


NA 




R-3 


Above-grade walls (^-value) 
Framed 


No framing 


Wietal framing 


Wood framing 










/?- value cavity 


NA 


R-11 




R-11 


/?-value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










^- value cavity 


NA 


R-0 




R-0 


7?-value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-11 




R-11 


y?- value continuous 


R-5 


R-0 




R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDBTION/VALUE 


Skylighits (^/-factor) 


1 


Slab or below-grade wall (R-y&Iug) 


R-0 


WJEidows and glass doors 
PF<0.25 


SHGC 


Wactor 


0.4 




0.7 


0.25 < PF < 0.50 


0.5 




0.7 


PF > 0.50 


0.7 




0.7 


Moof assemblies (if- value) 
All- wood joist/truss 


Onsulation between framing 


Continuous insulation 


R-19 




R-12 


Metal joist/truss 


R-19 




R-13 


Concrete slab or deck 


NA 




R-12 


Metal purlin with thermal block 


R-19 




R-13 


Metal purlin without thermal block 


R-30 




R-13 


Floors over oetdoor air or eEComditioiried space (^-valine) 
All-wood joist/truss 


Onsulation between framing 


Continuous insulation 


R-11 




R-4 


Metal joist/truss 


R-11 




R-4 


Concrete slab or deck 


NA 




R-3 


Above-grade walls (if- value) 
Framed 


No framing 


Metal framing 


Wood framing 










/?- value cavity 


NA 


R-11 




R-ll 


/?-value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-0 




R-0 


7?-value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










/?-value cavity 


NA 


R-11 




R-11 


/?-value continuous 


R-5 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. '"NA" indicates the condition is not applicable. 

c. An ^- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDINGS 



TABLE 802.2(13) 
BUILDING ENVELOPE REQUIREMENTS^ *^'^°"9'^® - CLIMATE ZONE 4b 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDmONATALUE 


Skyligllits (^/-factor) 


1 


Slab or below-grade wall (i?-value) 


R-0 


Windows and glass doors 

PF<0.25 


SHGC 


U-factor 


Any 


Any 


0.25 <PF< 0.50 


Any 


Any 


PF>0.50 


Any 


Any 


Roof assemblies (/?-value) 

All-wood joistytruss 


Insulation between framing 


Continuous insuDation 


R-19 


R-16 


Metal joist/truss 


R-25 


R-17 


Concrete slab or deck 


NA 


R-16 


Metal purlin with thermal block 


R-25 


R-17 


Metal purlin without thermal block 


X 


R-17 


Floors over outdoor air or unconditioned space (i2-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insuDation 


R-11 


R-4 


Metal joist/truss 


R-U 


R-4 


Concrete slab or deck 


NA 


R-4 


Above-grade walls (i2-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?- value cavity 


NA 


R-11 


R-11 


7?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-0 


R-0 


/?- value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-0 


R-0 


/?-value continuous 


R-0 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDiTIONA^ALUE 


Skylights (tZ-factor) 


1 


Slab or below-grade wall (if-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


U-factor 


0.6 


Any 


0.25 <PF< 0.50 


0.7 


Any 


PF>0.50 


Any 


Any 


Roof assemblies (i?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-16 


Metal joist/truss 


R-25 


R-17 


Concrete slab or deck 


NA 


R-16 


Metal purlin with thermal block 


R-25 


R-17 


Metal purlin without thermal block 


X 


R-17 


Floors over outdoor air or unconditioned space (i?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 


R-4 


Metal joist/truss 


R-11 


R-4 


Concrete slab or deck 


NA 


R-4 


Above-grade walls (/f-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?- value cavity 


NA 


R-ll 


R-11 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








7?- value cavity 


NA 


R-0 


R-0 


^-value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-11 


R-11 


/?-value continuous 


R-5 


R-0 


R-0 



(continued) 
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ACCEPTABLE PRACTICE FOR COSV31(\/3ERCBAL BUSLDllNG 



TABLE 802.2(13)— continued 
BUBLOBNG ENVELOPE REQyiREMEISITS^*'^^*>"9»^« - CLBMATE ZONE 4b 



WDNDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA/ALUE 


SkySiglitts (^/-factor) 


1 


SEab or Wow-grade wall (if-value) 


R^O 


Windows amd glass doors 
PF < 0.25 


SHGC 


{^factor 


0.4 




0.7 


0.25 < PF < 0.50 


0.5 




0.7 


PF > 0.50 


0.6 




0.7 


Roof assemblies (if-valoe) 
All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 




R-16 


Metal joist/truss 


R-25 




R-17 


Concrete slab or deck 


NA 




R-16 


Metal purlin with thermal block 


R-25 




R-17 


Metal purlin without thermal block 


X 




R-17 


Floors over omldoor air or Eecoeditiomed space (i?-valiuie) 
All- wood joist/truss 


Dnsulation between framing 


Continuous insulation 


R-11 




R-4 


Metal joist/truss 


R-U 




R-4 


Concrete slab or deck 


NA 




R-4 


Above-grade walls (iJ-value) 
Framed 


No framing 


iVietal framing 


Wood framing 










/?- value cavity 


NA 


R-11 




R-U 


7?-value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?-value cavity 


NA 


R-0 




R-0 


^- value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










/?-value cavity 


NA 


R-11 




R-11 


/?-value continuous 


.,_ , R-5. _,. 


R-0 




R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONOmON/VALUE 


SkyMghlts (£/-facltor) 


1 


Slab or below-grade wall (iJ-valme) 


R-0 


Windows aed glass doors 
PF < 0.25 


SHGC 


iAfactor 


0.4 




0.7 


0.25 <PF< 0.50 


0.5 




0.7 


PF>0.50 


0.6 




0.7 


IRoof assemblies (if-valee) 
All- wood joist/truss 


Dnsulation between framing 


Continuous insulation 


R-19 




R-16 


Metal joist/truss 


R-25 




R-17 


Concrete slab or deck 


NA 




R-16 


Metal purlin with thermal block 


R-25 




R-17 


Metal purlin without thermal block 


R-30 




R-17 


Floors over outdoor air or eecomdiltioeed space (i2-vaMe) 
All-wood joist/truss 


Dnsulation between framing 


Continuous insulation 


R-11 




R-4 


Metal joist/truss 


R-11 




R-4 


Concrete slab or deck 


NA 




R-4 


Above-grade waJIs (i?- value) 
Framed 


No framing 


Metal framing 


Wood framing 










/?- value cavity 


NA 


R-13 




R-11 


/?- value continuous 


NA 


R-3 




R-0 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-0 




R-0 


7?- value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-11 




R-U 


i?-value continuous 


R-5 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An ^- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCiAL BUBLDBMGS 



TABLE 802.2(14) 
BUILDING ENVELOPE REQUIREa/iENTS^ *'^'<'"9^ ® - CLIMATE ZONE 5a 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIOISWALUE 


Skylights ({/-factor) 


1 


Slab or below-grade wall (i?-value) 


R-0 


Windows and glass doors 
PF < 0.25 


SHGC 


U-factor 


Any 


Any 


0.25 <PF< 0.50 


Any 


Any 


PF>0.50 


Any 


Any 


Roof assemblies (if* value) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-14 


Metal joist/truss 


R-19 


R-15 


Concrete slab or deck 


NA 


R-14 


Metal purlin with thermal block 


R-25 


R-15 


Metal purlin without thermal block 


X 


R-15 


Floors over outdoor air or unconditioned space (i?-value) 

All- wood joist/truss 


insulation between framing 


Continuous insulation 


R-11 


R-5 


Metal joist/truss 


R-11 


R-6 


Concrete slab or deck 


NA 


R-5 


Above-grade walls (i?-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?-value cavity 


NA 


R-11 


R-11 


/?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-0 


R-0 


/?- value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-0 


R-0 


/?- value continuous 


R-0 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITiONA/ALUE 


Skylights (f/-factor) 


1 


Slab or below-grade wall (if-value) 


R-0 


Windows and glass doors 
PF < 0.25 


SHGC 


(Afactor 


0.6 


Any 


0.25 < PF < 0.50 


0.7 


Any 


PF > 0.50 


Any 


Any 


Roof assemblies (/?- value) 

All- wood joist/truss 


Insulation between framing 


Continuous Insulation 


R-19 


R-16 


Metal joist/truss 


R-25 


R-17 


Concrete slab or deck 


NA 


R-16 


Metal purlin with thermal block 


R-25 


R-17 


Metal purlin without thermal block 


X 


R-17 


Floors over outdoor air or unconditioned space (if- value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 


R-5 


Metal joist/truss 


R-11 


R-6 


Concrete slab or deck 


NA 


R-5 


Above-grade walls (if-value) 

Framed 


No framing 


tVletai framing 


Wood framing 








/?- value cavity 


NA 


R-11 


R-11 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-0 


R-0 


/?-value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 



(continued) 
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ACCEPTABLE PRACTICE FOR COEVaBWaERCOAL BUBLDDff^G 



TABLE 802.2(14)— contnnued 
BUSLDBNG EiMVELOPE KEQUBREI^ENTS^**''"°"9'^® = CLIMATE ZONE 5a 



WDNDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEftflENT 


CONDOTSON/VALUE 


Skylisbts (^-factor) 


1 


Slab or below-grade waSl (^-valine) 


R-0 


Windows and glass doors 
PF < 0.25 


SHGC 


U-factor 


0.5 




0.7 


0.25 < PF < 0.50 


0.6 




0.7 


PF > 0.50 


0.7 




0.7 


Roof assemblies (^-valee) 
All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 




R-16 


Metal joist/truss 


R-25 




R-17 


Concrete slab or deck 


NA 




R-16 


Metal purlin with thermal block 


R-25 




R-17 


Metal purlin without thermal block 


X 




R-17 


Floors over oeHdoor air or nnconditioned space (^-valoe) 
All- wood joist/truss 


Bnsulation between framing 


Continuous insulation 


R-11 




R-5 


Metal joist/truss 


R-11 




R-6 


Concrete slab or deck 


NA 




R-5 


Above-grade walls (if-valnie) 
Framed 


No framing 


E\fletal framing 


Wood framing 










/?- value cavity 


NA 


R-11 




R-11 


/?-value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










^- value cavity 


NA 


R-0 




R-0 


/?-value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










/?-value cavity 


NA 


R-11 




R-11 


/?-value continuous 


R-5 


M ,. 




R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDDTION/VALUE 


Skylightts (£/-facltor) 


1 


Slab or below-grade wall (i?-valiiie) 


R-0 


Windows and glass doors 
PF < 0.25 


SHGC 


^-factor 


0.4 




0.7 


0.25 <PF< 0.50 


0.5 




0.7 


PF > 0.50 


0.7 




0.7 


Roof assemblies (i2-valee) 
All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 




R-16 


Metal joist/truss 


R-25 




R-17 


Concrete slab or deck 


NA 




R-16 


Metal purlin with thermal block 


R-25 




R-17 


Metal purlin without thermal block 


R-30 




R-17 


Floors over outdoor air or uncondnitioned space (i?-valee) 
All- wood joist/truss 


Onsulation between framing 


Continuous insulation 


R-11 




R-5 


Metal joist/truss 


R-11 




R-6 


Concrete slab or deck 


NA 




R-5 


Above-grade walls (if-valaie) 
Framed 


No framing 


E\/letal framing 


Wood framing 










/?-value cavity 


NA 


R-11 




R-11 


/?-value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










7?- value cavity 


NA 


R-0 




R-0 


i?- value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










^- value cavity 


NA 


R-11 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUBLDINGS 





TABLE 802.2(15) 








BUILDING ENVELOPE REQUIREMENTS^ ^•^^^^"S'^ ® - CLIMATE ZONE 5b 


WINDOW AND GLAZED DOOR AREA 1 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA^ALUE 


Skylights ((/-factor) 


1 


Slab or below-grade wall (if-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


Lf-iacior 


Any 


Any 


0.25 < PF < 0.50 


Any 


Any 


PF > 0.50 


Any 


Any 


Roof assemblies (if-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-14 


Metal joist/truss 


R-19 


R-15 


Concrete slab or deck 


NA 


R-14 


Metal purlin with thermal block 


R-25 


R-15 


Metal purlin without thermal block 


X 


R-15 


Floors over outdoor air or unconditioned space (if-value) 
All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 


R-5 


Metal joist/truss 


R-11 


R-6 


Concrete slab or deck 


NA 


R-5 


Above-grade walls (i?-value) 

Framed 


No framing 


Metal framing 


Wood framing 








^-value cavity 


NA 


R-11 


R-11 


/?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-0 


R-0 


^- value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-0 


R-0 


/?-value continuous ^^^ ^^^ ^^^^ 


„ . .,.,.„ R-o ^.^_ „.^ 


.„„. .R:0 _ _ 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights (27-factor) 


1 


Slab or below-grade wall (i?-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


y-factor 


0.6 


Any 


0.25 <PF< 0.50 


0.7 


Any 


PF > 0.50 


Any 


Any 


Roof assemblies (i?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


X 


R-20 


Floors over outdoor air or unconditioned space (i?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 


R-5 


Metal joist/truss 


R-11 


R-6 


Concrete slab or deck 


NA 


R-5 


Above-grade walls (i2-value) 

Framed 


No framing 


syietai framing 


Wood framing 








/?-value cavity 


NA 


R-11 


R-11 


R-ya\ue continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-11 


R-11 


/?-value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-11 


R-11 


/?-value continuous 


R-5 


R-0 


R-0 



(continued) 
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ACCEPTABLE PRACTBCE FOR COiiMERCDAL BUBLOIfSHG 



TABLE 802.2(15)— contfooed 
BUBLDBNG EWELOPE REQUiREE\IElsgTS^*'^^°"9'^® = CU6V!ATE ZONE 5b 



WJWDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDDTIONA/ALUE 


SkyMglits (£/-factor) 


1 


Slab or below-grade wall (i?-vallee) 


R-0 


Windows aimd glass doors 
PF < 0.25 


SHGC 


y-factor 


0.4 




0.7 


0.25 < PF < 0.50 


0.5 




0.7 


PF > 0.50 


0.6 




0.7 


Roof assemblies (12-vallee) 
All- wood joist/truss 


Dnsulation between framing 


Continuous insulation 


R-25 




R-19 


Metal joist/truss 


R-25 




R-20 


Concrete slab or deck 


NA 




R-19 


Metal purlin with thermal block 


R-30 




R-20 


Metal purlin without thermal block 


X 




R-20 


Floors over outdoor air or imcomditioEed space (^-valliuie) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 




R-5 


Metal joist/truss 


R-11 




R-6 


Concrete slab or deck 


NA 




R-5 


Above-grade walls (^-valee) 
Framed 


No framing 


EVletal framing 


Wood framing 










/?- value cavity 


NA 


R-ll 




R-11 


i?-value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?-value cavity 


NA 


R-11 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










^-value cavity 


NA 


R-11 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELESyJENT 


CONDDTIONA/ALUE 


Skylights (27-factor) 


1 


Slab or below-grade wall (i?-vake) 


R-0 


Windows aed glass doors 
PF<0.25 


SHGC 


Wactor 


0.4 




0.7 


0.25 < PF < 0.50 


0.5 




0.7 


PF > 0.50 


0.6 




0.7 


Roof assemblies (if-valee) 
All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 




R-19 


Metal joist/truss 


R-25 




R-20 


Concrete slab or deck 


NA 




R-19 


Metal purlin with thermal block 


R-30 




R-20 


Metal purlin without thermal block 


R-38 




R-20 


Floors over outdoor air or uncomditioinied space (iJ-valee) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 




R-5 


Metal joist/truss 


R-n 




R-6 


Concrete slab or deck 


NA 




R-5 


Above-grade walls (^-value) 
Framed 


No framing 


Metal framing 


Wood framing 










/?-value cavity 


NA 


R-13 




R-11 


/?-value continuous 


NA 


R-3 




R-0 


CMU, > 8 inches, with integral insulation 










/?-value cavity 


NA 


R-11 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?-value cavity 


NA 


R-11 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDINGS 



TABLE 802.2(16) 
BUILDING ENVELOPE REQUIREMENTS^ *'^^«>"9'^® - CLIMATE ZONE 6a 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights (£/-factor) 


0.8 


Slab or below-grade wall (/?-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


<>-factor 


Any 


Any 


0.25 <PF< 0.50 


Any 


Any 


PF > 0.50 


Any 


Any 


Roof assemblies (/?- value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 


R-10 


Metal joist/truss 


R-13 


R-11 


Concrete slab or deck 


NA 


R-10 


Metal purlin with thermal block 


R-19 


R-11 


Metal purlin without thermal block 


R-25 


R-11 


Floors over outdoor air or unconditioned space (if-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 


R-7 


Metal joist/truss 


R-11 


R-8 


Concrete slab or deck 


NA 


R-7 


Above-grade walls (/?-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?- value cavity 


NA 


R-11 


R-11 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?-value cavity 


NA 


R-0 


R-0 


/?-value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-0 


R-0 


/?- value continuous 


R-0 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA^ALUE 


Skylights (^/-factor) 


0.8 


Slab or below-grade wall (/?-value) 


R-0 


Windows and glass doors 

PF<0.25 


SHGC 


(Afactor 


0.7 


Any 


0.25 < PF < 0.50 


Any 


Any 


PF>0.50 


Any 


Any 


Roof assemblies (if- value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


X 


R-20 


Floors over outdoor air or unconditioned space (if-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 


R-7 


Metal joist/truss 


R-11 


R-8 


Concrete slab or deck 


NA 


R-7 


Above-grade walls (/f-value) 

Framed 


No framing 


Metal framing 


Wood framing 








7?-value cavity 


NA 


R-11 


R-11 


^- value continuous 


NA 


R-0 


F^O 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-0 


R-0 


/?-value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








i?-value cavity 


NA 


R-11 


R-11 


y?- value continuous 


R-5 


R-0 


R-0 



(continued) 
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ACCEPTABLE PRACTBCE FOR COMftflERCfiAL BUILOfliSiiG 



TABLE 802.2(16)— contirsued 
BUBLDIMG EiViVELOPE REQyiREiVaEMTS^*^''**"^'^® - CLIMATE ZONE 6a 



WBBS5DOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEEVSENT 


CONDBTiON/VALUE 


Skylights (fZ-factor) 


0.8 


Slab or befiow-grade waM (i?-va]loe) 


R-0 


Windows aod glass doors 
PF < 0.25 


SHGC 


Wactor 


0.5 




0.7 


0.25 <PF< 0.50 


0.6 




0.7 


PF>0.50 


0.7 




0.7 


Roof assemblies (if-valme) 
All-wood joist/truss 


DnsuBation between framing 


Continuous insuiation 


R-25 




R-19 


Metal joist/truss 


R-25 




R-20 


Concrete slab or deck 


NA 




R-19 


Metal purlin with thermal block 


R-30 




R-20 


Metal purlin without thermal block 


X 




R-20 


Floors over outdoor air or Mimcoiiiditioited space (^-valiae) 
All-wood joist/truss 


Onsulatooin between framing 


Continuous insulation 


R-11 




R-7 


Metal joist/truss 


R-11 




R-8 


Concrete slab or deck 


NA 




R-7 


Above-grade walls (iS-vaEue) 
Framed 


No framing 


MetaB framing 


Wood framing 










/?- value cavity 


NA 


R-11 




R-11 


^-value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?-value cavity 


NA 


R-0 




R-0 


/?- value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










/?-value cavity 


NA 


R-11 




R-11 




M. ..^ 


R-0 




R-0 


WINDOW AND GLA2ED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


commomfALUE 


Skylsfihits (i^-factor) 


1 


Slab or below-grade wall (iJ-valiuie) 


R-0 


Windows and glass doors 
PF<0.25 


SHGC 


Wactor 


0.4 




0.7 


0.25 <PF< 0.50 


0.5 




0.7 


PF>0.50 


0.7 




0.7 


Roof assemblies (/?- value) 
All- wood joist/truss 


DnsuSation between framing 


Continuous insulation 


R-25 




R-19 


Metal joist/truss 


R-25 




R-20 


Concrete slab or deck 


NA 




R-19 


Metal purlin with thermal block 


R-30 




R-20 


Metal purlin without thermal block 


R-38 




R-20 


Floors over outdoor air or unconditioned space (^-value) 
All- wood joist/truss 




Continuous insulation 


R-11 




R-7 


Metal joist/truss 


R-11 




R-8 


Concrete slab or deck 


NA 




R-7 


Above-grade walls (i?-value) 
Framed 


No framing 


Metal framing 


Wood framing 










/?- value cavity 


NA 


R-13 




R-11 


^- value continuous 


NA 


R-3 




R-0 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-0 




R-0 


7?-value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










^-value cavity 


NA 


R-11 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCEAL BU8LDENGS 



TABLE 802.2(17) 
BUILDING ENVELOPE REQUIRER^EMTS^ *^^°"9^ ® - CLBMATE ZONE 6b 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITDON/VALUE 


Skylights (£/-factor) 


1 


Slat) or below-grade wall (i?-value) 


R-0 


Windows and glass doors 
PF < 0.25 


SHGC 


{/-factor 


Any 


Any 


0.25 < PF < 0.50 


Any 


Any 


PF > 0.50 


Any 


Any 


Roof assemblies (i? -value) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-16 


Metal joist/truss 


R-25 


R-17 


Concrete slab or deck 


NA 


R-16 


Metal purlin with thermal block 


R-25 


R-17 


Metal purlin without thermal block 


X 


R-17 


Floors over outdoor air or unconditioned space (i?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 


R-6 


Metal joist/truss 


R-U 


R-6 


Concrete slab or deck 


NA 


R-6 


Above-grade walls (if-value) 
Framed 


No framing 


fVletai framing 


Wood framing 








/^-value cavity 


NA 


R-11 


R-U 


7?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








7?-value cavity 


NA 


R-0 


R-0 


/?-value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-0 


R-0 


/?-value continuous 


R-0 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDmONA^ALUE 


Skylights (U-factor) 


1 


Slab or below-grade wail (l?-value) 


R-0 


Windows and glass doors 

PF<0.25 


SHGC 


(/-factor 


0.6 


Any 


0.25 < PF < 0.50 


0.7 


Any 


PF > 0.50 


Any 


Any 


Roof assemblies (if -value) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-16 


Metal joist/truss 


R-25 


R-17 


Concrete slab or deck 


NA 


R-16 


Metal purlin with thermal block 


R-25 


R-17 


Metal purlin without thermal block 


X 


R-17 


Floors over outdoor air or unconditioned space (if-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 


R-6 


Metal joist/truss 


R-11 


R-6 


Concrete slab or deck 


NA 


R-6 


Above-grade walls (i?-vaIoe) 

Framed 


No framing 


Metal framing 


Wood framing 








/?-value cavity 


NA 


R-U 


R-U 


i?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-0 


R-0 


/?-value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








7?- value cavity 


NA 


R-U 


R-U 


/?- value continuous 


R-5 


R-0 


R-0 



(continued) 
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ACCEPTABLE PRACTDCE FOR COMIWIERCIAL BUBLOflNG 



TABLE 802.2(17)— cootBoyed 
BUBLDIiSiG ENVELOPE REQUIRE[V3E!MTS^**^^°"9'^® - CLBB\/iATE ZONE 6b 



WINDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT WOT GREATER THAW 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDlTtON/VALUE 


Skylifihlts (^/-factor) 


1 


Slab or below-grade wall (if-valiue) 


R-0 


Windows anid glass doors 
PF<0.25 


SHGC 


Wactor 


0.5 




0.7 


0.25 < PF < 0.50 


0.6 




0.7 


PF > 0.50 


0.7 




0.7 


Roof assemibSHes (^- value) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 




R-19 


Metal joist/truss 


R-25 




R-20 


Concrete slab or deck 


NA 




R-19 


Metal purlin with thermal block 


R-30 




R-20 


Metal purlin without thermal block 


X 




R-20 


Floors over outdoor air or oncoiridiitioinied space (^-valee) 
All-wood joist/truss 


insulation between framing 


Continuous insulation 


R-11 




R-6 


Metal joist/truss 


R-il 




R-6 


Concrete slab or deck 


NA 




R-6 


Above-grade walls (i?-valee) 
Framed 


No framing 


Metal framing 


Wood framing 










/?- value cavity 


NA 


R-11 




R-11 


/?- value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?-value cavity 


NA 


R-0 




R-0 


y?-value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-11 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 


WiNDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEfWENT 


CONDITBON/VALUE 


Skylights (^/-factor) 


1 


Slab or below-grade wall (iJ-valme) 


R-0 


Wiinidows and glass doors 
PF < 0.25 


SHGC 


iAfactor 


0.4 




0.7 


0.25 < PF < 0.50 


0.5 




0.7 


PF > 0.50 


0.7 




0.7 


Roof assemblies (if-valee) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 




R-19 


Metal joist/truss 


R-25 




R-20 


Concrete slab or deck 


NA 




R-19 


Metal purlin with thermal block 


R-30 




R-20 


Metal purlin without thermal block 


R-38 




R-20 


Floors over outdoor air or uucouditiomed space (i?-value) 
All-wood joist/truss 


Insulation between framing 


Continueous insulation 


R-11 




R-6 


Metal joist/truss 


R-U 




R-6 


Concrete slab or deck 


NA 




R-6 


Above-grade walls (^-value) 
Framed 


No framing 


Wietal framing 


Wood framing 










/?- value cavity 


NA 


R-11 




R-11 


/?- value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-0 




R-0 


i?-value continuous 


R-0 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-11 




R-11 


/?-value continuous 


R-5 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDINGS 



TABLE 802.2(18) 
BUILDING ENVELOPE REQUIREMENTS*' *^^*»"9^^'- CLIMATE ZONE 7a 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITDON/VALUE 


Skylights (f/-factor) 


0.8 


Slab or below-grade wall (i?-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


(Afactor 


Any 


Any 


0.25 <PF< 0.50 


Any 


Any 


PF > 0.50 


Any 


Any 


Roof assemblies (l?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-14 


Metal joist/truss 


R-19 


R-15 


Concrete slab or deck 


NA 


R-14 


Metal purlin with thermal block 


R-25 


R-15 


Metal purlin without thermal block 


X 


R-15 


Floors over outdoor air or unconditioned space (If-value) 

All-wood joist/truss 




Continuous insulation 


R-11 


R-8 


Metal joist/truss 


R-11 


R-9 


Concrete slab or deck 


NA 


R-8 


Above-grade walls (/f -value) 

Framed 


No framing 


Metal framing 


Wood framing 








7?- value cavity 


NA 


R-11 


R-11 


i?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-0 


R-0 


i?-value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








R-value cavity 


NA 


R-11 


R-11 


/?-value continuous 


R-5 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights (C/-factor) 


0.8 


Slab or below-grade wall (/f-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


U-factor 


0.5 


0.7 


0.25 < PF < 0.50 


0.6 


0.7 


PF>0.50 


0.7 


0.7 


Roof assemblies (if-value) 

All-wood joist/truss 


insulation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


X 


R-20 


Floors over outdoor air or unconditioned space (i?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 


R-8 


Metal joist/truss 


R-U 


R-9 


Concrete slab or deck 


NA 


R-8 


Above-grade walls (/f-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?- value cavity 


NA 


R-11 


R-11 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-0 


R-0 


i?-value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 



(continued) 



104 



2003 INTERNATIONAL ENERGY CONSERVATION CODE^ 



ACCEPTABLE PRACTBCE FOR COIWilSVaERCBAL BUBL0IES3G 



TABLE 802.2(118)— conSflnyed 
BUiLOBiSiG ENVELOPE REQyiRER^ENTS^**''^"^''*- CLIMATE ZONE 7a 



WINDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDmON/VALUE 


Skyliglits (17-factor) 


0.8 


Slab or below-grade wall (^-valine) 


R-0 


Wiodows amid glass doors 
PF < 0.25 


SHGC 


Wactor^ 


0.4 


0.7 


0.25 <PF< 0.50 


0.5 


0.7 


PF>0.50 


0.6 


0.7 


Roof assemblies (iJ-vaSue) 

All-wood joist/truss 
Metal joist/truss 
Concrete slab or deck 


Dnsulation between framing 


Continuous insulation 


R-25 
R-25 

NA 


R-19 
R-20 
R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


X 


R-20 


Floors over outdoor air or eecoraditaomed space (i?-valMe) 

All-wood joist/truss 
Metal joist/truss 
Concrete slab or deck 


DnsuDation between framing 


Continuous insulation 


R-11 
R-11 

NA 


R-8 
R-9 
R-8 


Above-grade walls (^-valine) 
Framed 


No framing 


Metal framing 


Wood framing 








^-value cavity 
/?- value continuous 


NA 
NA 


R-11 
R-0 


R-11 
R-0 


CMU, > 8 inches, with integral insulation 
/?-value cavity 
/?- value continuous 


NA 
R-5 


R-11 
R-0 


R-11 
R-0 


Other masonry walls 
/?- value cavity 
/?-value continuous 


NA 
R-5 


R-11 
R-0 


R-11 
R-0 


WDNDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDBTION/VALUE 


Skyllghls (^/-factor) 


0.8 


Slab or below-grade wall (i?-valee) 


R-0 


Windows and glass doors 
PF<0.25 


SHGC 


Wactor 


0.3 


0.7 


0.25 < PF < 0.50 


0.4 


0.7 


PF > 0.50 


0.5 


0.7 


Moof assemblies (^-vaSye) 

All- wood joist/truss 
Metal joist/truss 
Concrete slab or deck 


Insulation between framing 


Continuous insulation 


R-25 
R-25 

NA 


R-19 
R-20 
R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


R-38 


R-20 


Floors over outdoor air or mnconditioinied space (^-valiuie) 

All-wood joist/truss 
Metal joist/truss 
Concrete slab or deck 


Insulateon between framing 


Continuous insulation 


R-11 
R-11 

NA 


R-8 
R-9 

R-8 


Above-grade walls (i^-valiise) 
Framed 


No framing 


Metal framing 


Wood framing 








^- value cavity 
/?-value continuous 


NA 
NA 


R-11 
R-0 


R-11 
R-0 


CMU, > 8 inches, with integral insulation 
/?- value cavity 


NA 


R-11 


R-11 


/?-value continuous 


R-5 


R-0 


R-0 


Other masonry walls 
/?-value cavity 
/?- value continuous 


NA 
R-5 


R-11 
R-0 


R-11 
R-0 



For SI: 1 inch = 25.4 mm. 

a. For buildings over three stories in height, the maximum t/-factor shall be 0.60. 

b. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

c. "NA" indicates the condition is not applicable. 

d. An /?-value of zero indicates no insulation is required. 

e. "Any" indicates any available product will comply. 

f. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDINGS 



TABLE 802.2(19) 
BUILDING ENVELOPE REQUIREMENTS'' *^'°"9''* - CLIMATE ZONE 7b 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights ((/-factor) 


0.8 


Slab or below-grade wall (i?-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


y-factor 


Any 


Any 




0.25 < PF < 0.50 


Any 


Any 




PF > 0.50 


Any 


Any 




Roof assemblies (/?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-14 




Metal joist/truss 


R-19 


R-15 




Concrete slab or deck 


NA 


R-14 




Metal purlin with thermal block 


R-25 


R-15 




Metal purlin without thermal block 


X 


R-15 




Floors over outdoor air or unconditioned space (^-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 


R-7 




Metal joist/truss 


R-11 


R-8 




Concrete slab or deck 


NA 


R-8 




Above-grade wails (if-value) 
Framed 


No framing 


iUletal framing 


Wood framing 










/?-value cavity 


NA 


R-11 


R-11 




/?- value continuous 


NA 


R-0 


R-0 




CMU, > 8 inches, with integral insulation 










/?-value cavity 


NA 


R-0 


R-0 




/?- value continuous 


R-0 


R-0 


R-0 




Other masonry walls 










/?-value cavity 


NA 


R-11 


R-11 




/?- value continuous 


R-5 


.... R-0 .„ .,„.. 


R-0 




WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 




ELEMENT 


CONDITION/VALUE 


Skylights (C/-factor) 


0.8 


Slab or below-grade wall (i?-value) 


R-0 


Windows and glass doors 

PF<0.25 


SHGC 


(Afactor 


0.5 


0.7 




0.25 < PF < 0.50 


0.6 


0.7 




PF > 0.50 


0.7 


0.7 




Roof assemblies (iJ-value) 
All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-19 




Metal joist/truss 


R-25 


R-20 




Concrete slab or deck 


NA 


R-19 




Metal purlin with thermal block 


R-30 


R-20 




Metal purlin without thermal block 


X 


R-20 




Floors over outdoor air or unconditioned space (i?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 


R-7 




Metal joist/truss 


R-11 


R-8 




Concrete slab or deck 


NA 


R-8 




Above-grade walls (/f-value) 

Framed 


No framing 


iVietal framing 


Wood framing 










7?- value cavity 


NA 


R-11 


R-11 




/?-value continuous 


NA 


R-0 


R-0 




CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-11 


R-11 




/?-value continuous 


R-5 


R-0 


R-0 




Other masonry walls 










/?- value cavity 


NA 


R-11 


R-11 




/?- value continuous 


R-5 


R-0 


R-0 





(continued) 
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ACCEPTABLE PRACTICE FOR COMiVaERCflAL BUBLDDESSG 



TABLE 802.2(19)— cootimiyed 
BUILDBSMG ENVELOPE REQUiREii/aENTS'' ^'^^"S'^ ' = CLiWiATE ZOWE 7b 



WINDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDDTiON/VALUE 


Skylights (£/-lFactor) 


0.8 


Slab or below-grade wall (^-valee) 


R-0 


Windows and glass doors 
PF<0.25 


SHGC 


Wactor^ 


0.4 




0.7 


0.25 < PF < 0.50 


0.5 




0.7 


PF > 0.50 


0.6 




0.7 


Roof assemblies (^-valee) 
All-wood joist/truss 


Dnsulation between framing 


Continuous insulation 


R-25 




R-19 


Metal joist/truss 


R-25 




R-20 


Concrete slab or deck 


NA 




R-19 


Metal purlin with thermal block 


R-30 




R-20 


Metal purlin without thermal block 


X 




R-20 


Floors over omtdoor air or mncondidoned space (R-vsilue) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-U 




R-7 


Metal joist/truss 


R-11 




R-8 


Concrete slab or deck 


NA 




R-8 


Above-grade walls (^-valee) 
Framed 


No framing 


Metal framing 


Wood framing 










/?- value cavity 


NA 


R-13 




R-13 


/?- value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










^-value cavity 


NA 


R-11 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?-value cavity 


NA 


R-13 




R-11 


/?- value continuous 


R-6 


R-0 




R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA | 


ELESViENT 


CONDDTIONA^ALUE 


Skyligbts (£/-fac1tor) 


0.8 


Slab or below-grade wall (^-valee) 


R-0 


Windows aed glass doors 
PF < 0.25 


SHGC 


Wactor 


0.3 




0.7 


0.25 < PF < 0.50 


0.4 




0.7 


PF > 0.50 


0.5 




0.7 


Roof assemblies (^-valine) 
All-wood joist/truss 


insulation between framing 


Continuous insulation 


R-25 




R-19 


Metal joist/truss 


R-25 




R-20 


Concrete slab or deck 


NA 




R-19 


Metal purlin with thermal block 


R-30 




R-20 


Metal purlin without thermal block 


R-38 




R-20 


Floors over omtdoor air or luncoiniditioned space (^-vaMe) 
All- wood joist/truss 


insulation between framing 


Continuous insulation 


R-II 




R-7 


Metal joist/truss 


R-11 




R-8 


Concrete slab or deck 


NA 




R-8 


Above-grade walls (if-value) 
Framed 


No framing 


Metal framing 


Wood framing 










R-va\ut cavity 


NA 


R-13 




R-13 


/?-value continuous 


NA 


R-3 




R-0 


CMU, > 8 inches, with integral insulation 










/?-value cavity 


NA 


R-ll 




R-11 


/?-value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?-value cavity 


NA 


R-13 




R-11 


/?-value continuous 


R-6 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. For buildings over three stories in height, the maximum f/-factor shall be 0.60. 

b. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

c. "'NA'' indicates the condition is not applicable. 

d. An /?- value of zero indicates no insulation is required. 

e. "Any" indicates any available product will comply. 

f. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDINGS 



TABLE 802.2(20) 
BUILDING ENVELOPE REQUIREMENTS^ *^™"9^ ® - CLIMATE ZONE 8 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA^ALUE 


Skylights (tZ-factor) 


0.8 


Slab or below-grade wall (/f-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


y-factor 


Any 


Any 


0.25 < PF < 0.50 


Any 


Any 


PF> 0.50 


Any 


Any 


Roof assemblies (/?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulcition 


R-19 


R-14 


Metal joist/truss 


R-19 


R-15 


Concrete slab or deck 


NA 


R-14 


Metal purlin with thermal block 


R-25 


R-15 


Metal purlin without thermal block 


X 


R-15 


Floors over outdoor air or unconditioned space (if-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-11 


R-9 


Metal joist/truss 


R-n 


R-10 


Concrete slab or deck 


NA 


R-9 


Above-grade walls (/2-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?-value cavity 


NA 


R-11 


Rll 


/?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








i?-value cavity 


NA 


R-11 


R41 


/?- value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITDON/VALUE 


Skylights (fZ-factor) 


0.8 


Slab or below-grade wall (i?-value) 


R-0 


Windows and glass doors 

PF<0.25 


SHGC 


t^factor 


0.5 


0.7 


0.25 < PF < 0.50 


0.6 


0.7 


PF > 0.50 


0.7 


0.7 


Roof assemblies (/{-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


X 


R-20 


Floors over outdoor air or unconditioned space (iJ-value) 

All-wood joist/truss 


Insulation between framing 


Continuous Insulation 


R-11 


R-9 


Metal joist/truss 


R-U 


R-10 


Concrete slab or deck 


NA 


R-9 


Above-grade walls (/f-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?- value cavity 


NA 


R-13 


R-11 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?-value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








^-value cavity 


NA 


R-13 


R-11 


/?- value continuous 


R-6 


R-0 


R-0 



(continued) 
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ACCEPTABLE PRACTBCE FOR COMMEl^aAL BUiLOISMG 



TABLE 802.2(20)— contSoyed 
BOBLDSNG ENVELOPE REQUI1REMEMTS^*^''°"9^® - CLIiViATE ZOME 8 



WBNDOW AMD GLAZED DOOR AREA GREATER THA^S 25 PERCEMT BUT NOT GREATER THAiSS 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEiyiENT 


CONDSTIONA/ALUE 


SkyEighlts (£/-factor) 


0.8 


Slab or below-grade wall (i?-vallee) 


R-0 


Wimdows and glass doors 
PF < 0.25 


SHGC 


Wactor 


0.4 


0.5 


0.25 < PF < 0.50 


0.5 


0.5 


PF > 0.50 


0.6 


0.5 


Roof assemblies (R-YsuMe) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


X 


R-20 


Floors over ouMoor air or enconditioEied space (^-valee) 
All-wood joist/truss 


(Insulation between framing 


Continuous insulation 


R-11 


R-9 


Metal joist/truss 


R-11 


R-10 


Concrete slab or deck 


NA 


R-9 


Above-grade walls (^-valme) 
Framed 


No framing 


Metal framing 


Wood framing 








/?- value cavity 


NA 


R-13 


R-11 


/?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








^- value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-13 


R-n 


/?-value continuous 


R-6 


R-0 


R-0 


WB^gDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELESyaENT 


CONDBTBON/VALUE 


Skylights (^/-factor) 


0.8 


Slab or below-grade wall (i?-valDie) 


R-0 


Wiedows and glass doors 
PF<0.25 


SHGC 


Wactor 


0.3 


0.5 


0.25 < PF < 0.50 


0.4 


0.5 


PF>0.50 


0.5 


0.5 


Roof assemniblaes (if-valoe) 
All-wood joist/truss 


Insy nation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


R-38 


R-20 


Floors over outdoor air or uecoiniditiooed space (^- value) 
All-wood joist/truss 


OnsuOation between framing 


Continuous insulation 


R-11 


R-9 


Metal joist/truss 


R-11 


R-10 


Concrete slab or deck 


NA 


R-9 


Above-grade walls (iJ-valme) 
Framed 


No framing 


Metal framing 


Wood framing 








^- value cavity 


NA 


R-13 


R-11 


/?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-13 


R-11 


i?-value continuous 


R-6 


R-0 


R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA'' indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDINGS 



TABLE 802.2(21) 
BUILDING ENVELOPE REQUIREMENTS^ ^^''^"S^' - CLIMATE ZONE 9a 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights (f/-factor) 


0.8 


Slab or below-grade wall (i?-value) 


R-0 


Windows and glass doors 

PF<0.25 


SHGC 


(/■factor 


Any 


Any 


0.25 < PF < 0.50 


Any 


Any 


PF > 0.50 


Any 


Any 


Roof assemblies (i^ -value) 
All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-13 


Metal joist/truss 


R-19 


R-14 


Concrete slab or deck 


NA 


R-13 


Metal purlin with thermal block 


R-19 


R-14 


Metal purlin without thermal block 


X 


R-14 


Floors over outdoor air or unconditioned space (i?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-13 


R-12 


Metal joist/truss 


R-13 


R-12 


Concrete slab or deck 


NA 


R-12 


Above-grade walls (/f-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?- value cavity 


NA 


R-U 


R-U 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?-value cavity 


NA 


R-0 


R-0 


/?-value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-U 


R-U 


/?- value continuous 


R-5 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights (l/-factor) 


0.8 


Slab or below-grade wall (i2-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


{/-factor 


Any 


0.7 


0.25 < PF < 0.50 


Any 


0.7 


PF > 0.50 


Any 


0.7 


Roof assemblies (if -value) 

All -wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-16 


Metal joist/truss 


R-25 


R-17 


Concrete slab or deck 


NA 


R-16 


Metal purlin with thermal block 


R-25 


R-17 


Metal purlin without thermal block 


X 


R-17 


Floors over outdoor air or unconditioned space (i?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-13 


R-12 


Metal joist/truss 


R-13 


R-12 


Concrete slab or deck 


NA 


R-12 


Above-grade walls (if-value) 

Framed 


No framing 


iVletal framing 


Wood framing 








^- value cavity 


NA 


R-U 


R-U 


/?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-U 


R-U 


/?-value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-U 


R-U 


/?- value continuous 


R-5 


R-0 


R-0 



(continued) 
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ACCEFTOBLE PRACTBCE FOK C©EVil6V3ERCiAL BUBLOQMG 



TABLE 802.2(21)— contsoued 
BUIILOIIIMG EisiVELOPE REQUBREMENTS^*^'"*'"9'^* = CLIMATE ZONE 9a 



WDNDOW AND GLAZED DOOR AREA GREATER THAW 25 PERCENT BUT NOT GREATER TMAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDiTIONA^ALUE 


Skylights (J/-facitor) 


0.8 


Slab or below-grade wall (i^-valiue) 


R-0 


Windows andl glass doors 
PF<0.25 


SHGC 


fj^factor^ 


0.6 




0.7 


0.25 < PF < 0.50 


0.7 




0.7 


PF>0.50 


Any 




0.7 


Roof assemblies (i?- value) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 




R-19 


Metal joist/truss 


R-25 




R-20 


Concrete slab or deck 


NA 




R-19 


Metal purlin with thermal block 


R-30 




R-20 


Metal purlin without thermal block 


X 




R-20 


Floors over omtdoor air or eEcomditioinied space (i?-valee) 
All-wood joist/truss 


Dnsulation between framing 


Continuous insulation 


R-13 




R-12 


Metal joist/truss 


R-13 




R-12 


Concrete slab or deck 


NA 




R-12 


Above-grade walls (^-vaMe) 
Framed 


No framing 


Wietal framing 


Wood framing 










/?- value cavity 


NA 


R-13 




R-11 


/?-value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










^- value cavity 


NA 


R-11 




R-11 


/?-value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-11 




R-11 


.., .^rvaUie continuqus ^ ^ 


R-5 


R-0 




R-0 


WINDOW AND GLAZED DOOR AREA GREATER TMAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDmONA/ALUE 


Skylights (£/-factor) 


0.8 


Slab or below-grade wall (if-valme) 


R-0 


Windows amd glass doors 
PF < 0.25 


SHGC 


0-factor 


0.5 




0.5 


0.25 < PF < 0.50 


0.7 




0.5 


PF>0.50 


0.8 




0.5 


Moof assemblies (^-vaBee) 
All-wood joist/truss 


DnsulatJon between framing 


Continuous insulation 


R-25 




R-19 


Metal joist/truss 


R-25 




R-20 


Concrete slab or deck 


NA 




R-19 


Metal purlin with thermal block 


R-30 




R-20 


Metal purlin without thermal block 


R-38 




R-20 


Floors over outdoor air or Mimcoiiiditioeed space (^-vaiee) 
All- wood joist/truss 


insuiation between framing 


Continuous insulation 


R-13 




R-12 


Metal joist/truss 


R-13 




R-12 


Concrete slab or deck 


NA 




R-12 


Above-grade walls (^-valee) 
Framed 


No framing 


Metal framing 


Wood framing 










/?-value cavity 


NA 


R-13 




R-13 


7?-value continuous 


NA 


R-11 




R-5 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-11 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-11 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. For buildings over three stories in height, the maximum f/-f actor shall be 0.60. 

b. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802,2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

c. "NA" indicates the condition is not applicable. 

d. An /?- value of zero indicates no insulation is required. 

e. "Any" indicates any available product will comply. 

f. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCSAL BUILDSMGS 



TABLE 802.2(22) 
BUILDING ENVELOPE REQUIREBViENTS^*^'^^"^^® - CLift/iATE ZONE 9b 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights (L^-factor) 


0.8 


Slab or below-grade wall (/?-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


U-factor 


Any 


Any 


0.25 <PF< 0.50 


Any 


Any 


PF>0.50 


Any 


Any 


Roof assemblies (/{-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-15 


Metal joist/truss 


R-19 


R-16 


Concrete slab or deck 


NA 


R-15 


Metal purlin with thermal block 


R-25 


R-16 


Metal purlin without thermal block 


X 


R-16 


Floors over outdoor air or unconditioned space (/?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-13 


R-U 


Metal joist/truss 


R-13 


R-12 


Concrete slab or deck 


NA 


R-12 


Above-grade walls (/?-value) 

Framed 


No framing 


Metal framing 


Wood framing 








y?-value cavity 


NA 


R-11 


R-11 


/?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-U 


R-11 


^- value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-11 


R-11 


7?- value continuous 


R-5 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA^ALUE 


Skylights (^/-factor) 


0.8 


Slab or below-grade wall (/i-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


W-factor 


0.5 


0.5 


0.25 < PF < 0.50 


0.6 


0.5 


PF>0.50 


0.7 


0.5 


Roof assemblies (/2-value) 

All- wood joist/truss 


insulation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


X 


R-20 


Floors over outdoor air or unconditioned space (if-value) 
All-wood joist/truss 


insulation between framing 


Continuous insulation 


R-13 


R-11 


Metal joist/truss 


R-13 


R-12 


Concrete slab or deck 


NA 


R-12 


Above-grade walls (/f-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?- value cavity 


NA 


R-11 


R-11 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-11 


R-ll 


/?- value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 



(continued) 
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ACCEPTABLE PRACTilCE FOR COMMERCDAL BUBLOaiMG 



TABLE 802.2(22) — continyed 
BUBLDflfiViG ENVELOPE REQUIREMEiViTS^ ^^"'"S'^ ® - CLBMATE lOHE 9b 



WiNDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT WOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEflflEWT 


CONDDTJONA/ALUE 


SkyligBnts (^/-factor) 


0.8 


Slab or below-grade wall (^-valee) 


R-0 


Windows aind glass doors 
PF<0.25 


SHGC 


Wactor 


0.4 




0.5 


0.25 <PF< 0.50 


0.5 




0.5 


PF > 0.50 


0.6 




0.5 


Roof assemblies (i?- value) 
All-wood joist/truss 


Dnsulation between framing 


Continuous insulation 


R-25 




R-19 


Metal joist/truss 


R-25 




R-20 


Concrete slab or deck 


NA 




R-19 


Metal purlin with thermal block 


R-30 




R-20 


Metal purlin without thermal block 


X 




R-20 


Floors over ootdoor air or imcoEditiomed space (i^-vaSiiie) 
All-wood joist/truss 


Dnsulation between framing 


Continuous insulation 


R-13 




R-11 


Metal joist/truss 


R-13 




R-12 


Concrete slab or deck 


NA 




R-12 


Above-grade walls (if -valine) 
Framed 


No framing 


Ueta\ framing 


Wood framing 










/?-value cavity 


NA 


R-13 




R-11 


y?- value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-U 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










i?-value cavity 


NA 


R-13 




R-U 


/?- value continuous 


R-6 


R-0 




R-0 


WBNDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA/ALUE 


Skyligbts (£/-facltor) 


0.8 


Slab or below-grade wall (if-valnie) 


R-0 


Windows and glass doors 
PF < 0.25 


SHGC 


y-factor 


0.3 




0.5 


0.25 < PF < 0.50 


0.4 




0.5 


PF>0.50 


0.5 




0.5 


IRoof assemblies (if- valine) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 




R-19 


Metal joist/truss 


R-25 




R-20 


Concrete slab or deck 


NA 




R-19 


Metal purlin with thermal block 


R-30 




R-20 


Metal purlin without thermal block 


R-38 




R-20 


Floors over oetdoor air or imncoiiidiitionied space (i?-valee) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-13 




R-11 


Metal joist/truss 


R-13 




R-12 


Concrete slab or deck 


NA 




R-12 


Above-grade walls (if-valiuie) 
Framed 


No framing 


iUSetal framing 


Wood framing 










/?- value cavity 


NA 


R-13 




R-13 


/?-value continuous 


NA 


R-5 




R-3 


CMU, > 8 inches, with integral insulation 










7?- value cavity 


NA 


R-11 




R-11 


7?- value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?-value cavity 


NA 


R-13 




R-11 


7?- value continuous 


R-6 


R-0 




R-0 



For Sr. 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as appHcable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDINGS 



TABLE 802.2(23) 
BUILDING ENVELOPE REQUIREMENTS^ *^'^°"9*'® - CLIMATE ZONE 10a 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights (^-factor) 


0.8 


Slab or below-grade wall (/f-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


y-factor 


Any 


Any 


0.25 <PF< 0.50 


Any 


Any 


PF>0.50 


Any 


Any 


Roof assemblies (/? -value) 

All -wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-14 


Metal joist/truss 


R-19 


R-15 


Concrete slab or deck 


NA 


R-14 


Metal purlin with thermal block 


R-25 


R-15 


Metal purlin without thermal block 


X 


R-15 


Floors over outdoor air or unconditioned space (if-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-13 


Metal joist/truss 


R-19 


R-13 


Concrete slab or deck 


NA 


R-13 


Above-grade walls (/{-value) 

Framed 


No framing 


Meia\ framing 


Wood framing 








^-value cavity 


NA 


R-11 


R-11 


i?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?-value cavity 


NA 


R-0 


R-0 


/?- value continuous 


R-0 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-11 


R-11 


7?-value continuous 


R-5 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITBONA^ALUE 


Skylights (^/-factor) 


0.8 


Slab or below-grade wall (/?-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


U-factor 


0.6 


0.7 


0.2 < PF < 0.50 


0.7 


0.7 


PF > 0.50 


Any 


0.7 , 


Roof assemblies (i?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-16 


Metal joist/truss 


R-25 


R-17 


Concrete slab or deck 


NA 


R-16 


Metal purlin with thermal block 


R-25 


R-17 


Metal purlin without thermal block 


X 


R-17 


Floors over outdoor air or unconditioned space (if-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-13 


Metal joist/truss 


R-19 


R-13 


Concrete slab or deck 


NA 


R-13 


Above-grade walls (i2-value) 
Framed 


No framing 


IVietai framing 


Wood framing 








/?-value cavity 


NA 


R-11 


R-11 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








i?- value cavity 


NA 


R-11 


R-11 


i?- value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-11 


R-11 


/?-value continuous 


R-5 


R-0 


R-0 



(continued) 
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ACCEPTABLE PIRACTBCE FOR COCVaCVSERCSAL BUILDDMG 



TABLE 802.2(23) — coff^tSnyed 
BUBLDBiSiG ENVELOPE REQyiREMEBMTS^*^''°"9^® - CLIMATE ZO^gE 10a 



WJMDOW AND GLAZED DOOR AREA GREATER THAW 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELESVJENT 


CONDDTION/VALUE 


Skylsglilts ((/-facltor) 


0.8 


Slab or below-grade wall (i^-value) 


R-0 


WBDndows amd gJass doors 
PF < 0.25 


SHGC 


Wactor 


0.5 




0.6 


0.25 < PF < 0.50 


0.6 




0.6 


PF > 0.50 


0.7 




0.6 


Roof assemlbMes (iJ-vatae) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 




R-19 


Metal joist/truss 


R-25 




R-20 


Concrete slab or deck 


NA 




R-19 


Metal purlin with thermal block 


R-30 




R-20 


Metal purlin without thermal block 


X 




R-20 


Floors over outdoor air or emcoinidntioinied space (^-valine) 
All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 




R-13 


Metal joist/truss 


R-19 




R-13 


Concrete slab or deck 


NA 




R-13 


Above-grade walls (i^-valee) 
Framed 


No framing 


Metat framing 


Wood framing 










/?- value cavity 


NA 


R-11 




R-11 


/?- value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-11 




R-11 


/?-value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?-value cavity 


NA 


R-11 




R-11 


/?-value continuous 


R-5 


R-0 




R-0 


WINDOW AND GLAZED DOOR AREA GREATER TMAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylflghts (^/-factor) 


0.8 


Slab or below-grade wall (i?-valiiie) 


R-0 


Windows aed glass doors 
PF < 0.25 


SHGC 


Wactor 


0.5 




0.4 


0.25 <PF< 0.50 


0.6 




0.4 


PF > 0.50 


0.7 




0.4 


Roof assemmWiies (if-valiae) 
All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 




R-19 


Metal joist/truss 


R-25 




R-20 


Concrete slab or deck 


NA 




R-19 


Metal purlin with thermal block 


R-30 




R-20 


Metal purlin without thermal block 


R-30 




R-20 


Floors over outdoor air or omicoinidotioinied space (i?-valiuie) 
All- wood joist/truss 


Dnsulation between framing 


Continuous insulation 


R-19 




R-13 


Metal joist/truss 


R-19 




R-13 


Concrete slab or deck 


NA 




R-13 


Above-grade walls (^-valee) 
Framed 


No framing 


Metal framing 


Wood framing 










^-value cavity 


NA 


R-13 




R-11 


7?- value continuous 


NA 


R-3 




R-0 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-11 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-11 




R-11 


/?-value continuous 


R-5 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?-value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDINGS 



TABLE 802.2(24) 
BUILDING ENVELOPE REQUIREMENTS^ *^^°"9^® - CLIMATE ZONE 10b 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights ((/-factor) 


0.8 


Slab or below-grade wall (/?-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


y-factor 


Any 


Any 


0.25 <PF< 0.50 


Any 


Any 


PF > 0.50 


Any 


Any 


Roof assemblies (/?-value) 

All- wood joist/truss 


Dnsulation between framing 


Continuous insulation 


R-19 


R-17 


Metal joist/truss 


R-25 


R-18 


Concrete slab or deck 


NA 


R-17 


Metal purlin with thermal block 


R-30 


R-18 


Metal purlin without thermal block 


X 


R-18 


Floors over outdoor air or unconditioned space (if-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-12 


Metal joist/truss 


R-19 


R-13 


Concrete slab or deck 


NA 


R-13 


Above-grade walls (/?-value) 

Framed 


No framing 


EVIetal framing 


Wood framing 








^- value cavity 


NA 


R-11 


R-n 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-11 


R-11 


i?-value continuous 


R-5 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA/ALUE 


Skylights (f/-factor) 


0.8 


Slab or below-grade wall (if-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


U-iacXor 


0.5 


0.6 


0.25 < PF < 0.50 


0.6 


0.6 


PF > 0.50 


0.7 


0.6 


Roof assemblies (/?- value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


X 


R-20 


Floors over outdoor air or unconditioned space (i?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-12 


Metal joist/truss 


R-19 


R-13 


Concrete slab or deck 


NA 


R-13 


Above-grade walls (/?-value) 

Framed 


No framing 


Metal framing 


Wood framing 








^-value cavity 


NA 


R-11 


R-11 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-11 


R-11 


/?-value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-11 


R-11 


i?- value continuous 


R-5 


R-0 


R-0 



(continued) 
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ACCEPTABLE PBACTBCE FOR COEVaMEeCDAL BU1LDI1BS3G 



TABLE 802.2(24)— contiirByed 
BUILOBNG EIMVELOPE REQUBREiVaESSiTS^ ^'^^"S^ ® - CLISViATE ZONE 10b 



WSNDOW AND GLAZED DOOR AREA GREATER TMAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEftflENT 


CONDmONA/ALUE 


SkyBights (^-factor) 


0.8 


SlaDj or IbeEow-grade wall (i?-valiiiie) 


R-0 


WiHidows aedl glass doors 
PF < 0.25 


SHGC 


Wactor 


0.4 




0.5 


0.25 <PF< 0.50 


0.5 




0.5 


PF > 0.50 


0.6 




0.5 


Roof assemtjMes (i?-valye) 
All- wood joist/truss 


DnsuBaltioDii between framing 


Continuous insolation 


R-25 




R-19 


Metal joist/truss 


R-25 




R-20 


Concrete slab or deck 


NA 




R-19 


Metal purlin with thermal block 


R-30 




R-20 


Metal purlin without thermal block 


X 




R-20 


Floors over outdoor air or emcoediilHOinied space (iJ-valiiie) 
All-wood joist/truss 


DnsyDation between framing 


Continuous insulation 


R-19 




R-12 


Metal joist/truss 


R-19 




R-13 


Concrete slab or deck 


NA 




R-13 


Above-grade waMs (^-valme) 
Framed 


No framing 


Metal framing 


Wood framing 










/?- value cavity 


NA 


R-11 




R-11 


7?- value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?-value cavity 


NA 


R-11 




R-11 


/?-value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










^- value cavity 


NA 


R-11 




R-11 


7?-value continuous 


R-5 


R-0 




R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEWIENT 


CONDDTDONA/ALUE 


SkyMglhits (fZ-faceor) 


0.8 


Slab or Ibelow-grade wall (i?-valee) 


R-0 


Wiinidows amid glass doors 
PF < 0.25 


SHGC 


(^factor 


0.3 




0.5 


0.25 < PF < 0.50 


0.4 




0.5 


PF > 0.50 


0.5 




0.5 


Moof assemblies (iJ-valnjie) 
All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 




R-19 


Metal joist/truss 


R-25 




R-20 


Concrete slab or deck 


NA 




R-19 


Metal purlin with thermal block 


R-30 




R-20 


Metal purlin without thermal block 


R-30 




R-20 


Floors over OMftdoor anr or oracoediittKoinied space (i^-vaDee) 
All- wood joist/truss 


insulation between framing 


Continuous insulation 


R-19 




R-12 


Metal joist/truss 


R-19 




R-13 


Concrete slab or deck 


NA 




R-13 


Above-grade walls (^-value) 
Framed 


No framing 


Metal framing 


Wood framing 










/?-value cavity 


NA 


R-11 




R-11 


/?- value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










i?-value cavity 


NA 


R-11 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-11 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 



For SI; 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDINGS 



TABLE 802.2(25) 
BUILDING ENVELOPE REQUIREMENTS^ *^''°"9^^ - CLIIVIATE ZONE 11a 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights (6^-factor) 


0.8 


Slab or below-grade wall (i?-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


U-factor 


Any 


Any 


0.25 < PF < 0.50 


Any 


Any 


PF>0.50 


Any 


Any 


Roof assemblies (i2-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-14 


Metal joist/truss 


R-19 


R-15 


Concrete slab or deck 


NA 


R-14 


Metal purlin with thermal block 


R-25 


R-15 


Metal purlin without thermal block 


X 


R-15 


Floors over outdoor air or unconditioned space (i?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-14 


Metal joist/truss 


R-19 


R-14 


Concrete slab or deck 


NA 


R-14 


Above-grade walls (/?-value) 

Framed 


No framing 


WJetal framing 


Wood framing 








/?-value cavity 


NA 


R-11 


R-11 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








7?- value cavity 


NA 


R-U 


R-11 


^-value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-11 


R-11 


/?-value continuous „..«„«« 


R-5 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights ({/-factor) 


0.8 


Slab or below-grade wall (/{-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


iAfactor 


0.6 


0.7 


0.25 < PF < 0.50 


0.7 


0.7 


PF>0.50 


Any 


0.7 


Roof assemblies (/2-value) 

All-wood joist/truss 


insulation between framing 


Continuous insulation 


R-19 


R-16 


Metal joist/truss 


R-25 


R-17 


Concrete slab or deck 


NA 


R-16 


Metal purlin with thermal block 


R-25 


R-17 


Metal purlin without thermal block 


X 


R-17 


Floors over outdoor air or unconditioned space (if -value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-14 


Metal joist/truss 


R-19 


R-14 


Concrete slab or deck 


NA 


R-14 


Above-grade walls (/?-value) 

Framed 


No framing 


iVletal framing 


Wood framing 








7?- value cavity 


NA 


R-11 


R-11 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 



(continued) 
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iE^CCEFTABLE PRACTICE FOB COMMERCBAL BUILDfliMG 



TABLE 802.2(25)— continyed 
BUBLDiNG EIMVELOFE REQUSREMEMTS^ ^^''^^s" ® = CLIMATE ZOIME 11a 



WINDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


COWDDTPON/VALUE 


Skylights (£/-facltor) 


0.8 


Slab or Ibelow-grade wall (^-value) 


R-0 


Windows and glass doors 
PF<0.25 


SHGC 


Wactor 


0.5 


0.6 


0.25 <PF< 0.50 


0.6 


0.6 


PF>0.50 


0.7 


0.6 


Roof assemblies (i?-valee) 
All-wood joist/truss 


(Insulation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


X 


R-20 


Floors over outdoor air or Mncoiniditioinied space (i?-valiie) 
All-wood joist/truss 


insulation between framing 


Continuous insulation 


R-19 


R-14 


Metal joist/truss 


R-19 


R-14 


Concrete slab or deck 


NA 


R-14 


Above-grade walls (i?-valiuie) 
Framed 


No framing 


lyjetat framing 


Wood framing 








/?- value cavity 


NA 


R-11 


R-11 


7?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDmONA/ALUE 


Skylights (^-factor) 


0.8 


Slab or below-grade wall (^-vaSee) 


R-0 


Wiodows and glass doors 
PF<0.25 


SHGC 


U-factor 


0.5 


0.4 


0.25 < PF < 0.50 


0.6 


0.4 


PF>0.50 


0.7 


0.4 


Roof assemblies (if-value) 
All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


R-30 


R-20 


Floors over oetdoor air or uiniconditionied space (i?-valee) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-14 


Metal joist/truss 


R-19 


R-14 


Concrete slab or deck 


NA 


R-14 


Above-grade walls (^-valee) 
Framed 


No framing 


R/ietal framing 


Wood framing 








y?- value cavity 


NA 


R-13 


R-11 


/?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








^-value cavity 


NA 


R-11 


R-11 


/?-value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-11 


R-11 


7?- value continuous 


R-5 


R-0 


R-0 



ForSr. 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCBAL BUILDINGS 



TABLE 802.2(26) 
BUILDING ENVELOPE REQUIREIVBENTS^**^'^°"9»^^ - CLBEVSATE ZONE 11b 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA/ALUE 


Skylights (^/-factor) 


0.8 


Slab or below-grade wall (/f-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


lAfactor 


Any 


Any 


0.25 < PF < 0.50 


Any 


Any 


PF>0.50 


Any 


Any 


Roof assemblies (i?- value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-18 


Metal joist/truss 


R-25 


R-19 


Concrete slab or deck 


NA 


R-18 


Metal purlin with thermal block 


R-30 


R-19 


Metal purlin without thermal block 


X 


R-19 


Floors over outdoor air or unconditioned space (i?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-14 


Metal joist/truss 


R-19 


R-15 


Concrete slab or deck 


NA 


R-15 


Above-grade walls (/?-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?- value cavity 


NA 


R-ll 


R-ll 


/?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?-value cavity 


NA 


R-ll 


R-ll 


R-va\ue continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-ll 


R-ll 


/?-value continuous 


R-5 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA/ALUE 


Skylights (l/-factor) 


0.8 


Slab or below-grade wall (i?-value) 


R-0 


Windows and glass doors 

PF<0.25 


SHGC 


U-factor 


0.5 


0.6 


0.25 < PF < 0.50 


0.6 


0.6 


PF > 0.50 


0.7 


0.6 


Roof assemblies (i?-value) 

All-wood joist/truss 


Bnsulation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


X 


R-20 


Floors over outdoor air or unconditioned space (i?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-14 


Metal joist/truss 


R-19 


R-15 


Concrete slab or deck 


NA 


R-15 


Above-grade walls (i?-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?-value cavity 


NA 


R-ll 


R-ll 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-ll 


R-ll 


i?-value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-ll 


R-ll 


/?-value continuous 


R-5 


R-0 


R-0 



(continued) 
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ACCEPTABLE PRAGTUCE FOR COMMERCDAL BUSLDilMG 



TABLE 802.2(26)— confmyed 
BUILDSi^G EF^VELOPE REQUgREMElSITS^ *''''°"9^ ® - CLiR/lATE ZONE 11b 



WDNDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDDT§ONA/ALUE 


SkySiglits (^/-factor) 


0.8 


Slab or below-grade wall (i?-valiiie) 


R-8 


Windows amid glass doors 
PF < 0.25 


SHGC 


tAfactor 


0.4 




0.5 


0.25 <PF< 0.50 


0.5 




0.5 


PF > 0.50 


0.6 




0.5 


Roof assemblies (i?-vatae) 
All- wood joist/truss 


Insulation between framing 


Continuous insulation | 


R-30 




R-23 


Metal joist/truss 


R-30 




R-24 


Concrete slab or deck 


NA 




R-23 


Metal purlin with thermal block 


X 




R-24 


Metal purlin without thermal block 


X 




R-24 


FBoors over outdoor air or umcoeditioraed space (^-valme) 
All-wood joist/truss 


Bnsulation between framing 


Continuous insulation 


R-19 




R-14 


Metal joist/truss 


R-19 




R-15 


Concrete slab or deck 


NA 




R-15 


Above-grade walls (^-value) 
Framed 


No framing 


EVIetal framing 


Wood framing 










^- value cavity 


NA 


R-11 




R-11 


/?-value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?-value cavity 


NA 


R-U 




R-11 


7?-value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?-value cavity 


NA 


R-11 




R-11 


/?-value continuous 


R-5 


R-0 




R-0 


WJNDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDDTBON/VALUE 


Skylights (^/-factor) 


0.8 


Slab or below-grade wall (If -value) 


R-8 


Windows and glass doors 
PF < 0.25 


SHGC 


U-factor 


0.3 




0.5 


0.25 <PF< 0.50 


0.4 




0.5 


PF>0.50 


0.5 




0.5 


Roof assemblies (if-valine) 
All-wood joist/truss 


Bnsulation between framing 


Continuous insulation 


R-30 




R-23 


Metal joist/truss 


R-30 




R-24 


Concrete slab or deck 


NA 




R-23 


Metal purlin with thermal block 


R-30 




R-24 


Metal purlin without thermal block 


R-38 




R-24 


Floors over outdoor air or umicoiniditioned space (^-valme) 
AH- wood joist/truss 


Bnsulation between framing 


Continuous insulation 


R-19 




R-14 


Metal joist/truss 


R-19 




R-15 


Concrete slab or deck 


NA 




R-15 


Above-grade walls (^-valoe) 
Framed 


No framing 


ftfletal framing 


Wood framing 










/?- value cavity 


NA 


R-13 




R-11 


/?-value continuous 


NA 


R-3 




R-0 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-11 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-11 




R-11 


/?-value continuous 


R-5 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COWIMERCIAL BUILDINGS 



TABLE 802.2(27) 
BUILDING ENVELOPE REQUIREMENTS^ *^'^°"9''^ - CLIiMATE ZONE 12a 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA/ALUE 


Skylights (^/-factor) 


0.8 


Slab or below-grade wall (U -value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


lAfactor 


Any 


Any 


0.25 <PF< 0.50 


Any 


Any 


PF>0.50 


Any 


Any 


Roof assemblies (i? -value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-16 


Metal joist/truss 


R-25 


R-17 


Concrete slab or deck 


NA 


R-16 


Metal purlin with thermal block 


R-25 


R-17 


Metal purlin without thermal block 


X 


R-17 


Floors over outdoor air or unconditioned space (^-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-16 


Metal joist/truss 


R-19 


R-16 


Concrete slab or deck 


NA 


R-16 


Above-grade walls (if-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?- value cavity 


NA 


R-11 


R-11 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?-value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-11 


R-11 


7?- value continuous 


R-5 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA/ALUE 


Skylights (^/-factor) 


0.8 


Slab or below-grade wall (i?-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


tAfactor 


0.6 


0.6 


0.25 < PF < 0.50 


0.7 


0.6 


PF > 0.50 


Any 


0.6 


Roof assemblies (if- value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


X 


R-20 


Floors over outdoor air or unconditioned space (/f-value) 
All-wood joist/truss 


Insulation between framing 


Continuous Insulation 


R-19 


R-16 


Metal joist/truss 


R-19 


R-16 


Concrete slab or deck 


NA 


R-16 


Above-grade walls (i2-value) 
Framed 


No framing 


Metal framing 


Wood framing 








/?- value cavity 


NA 


R-11 


R-11 


R-\a\ue continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








i?-value cavity 


NA 


R-ll 


R-11 


7?-value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








JR-value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 



(continued) 
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ACCEPTABLE PRACTBCE FOR COMiyiERCDAL BUILDBISJG 



TABLE 802.2(27)— contSnued 
ByiLDPG EWELOPE REQUBREIMaESsaTS^*^'"^"^^® - CLifVSATE ZONE 12ai 



WINDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDDTIONA/ALUE 


Skylighlts (^/-factor) 


0.8 


Slab or below-grade wall (i^-value) 


R-8 


Windlows and gllass doors 
PF < 0.25 


SHGC 


iZ-factor 


0.5 




0.5 


0.25 < PF < 0.50 


0.6 




0.5 


PF>0.50 


0.7 




0.5 


Moof assemblies (iJ-valme) 
All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-30 




R-23 


Metal joist/truss 


R-30 




R-24 


Concrete slab or deck 


NA 




R-23 


Metal purlin with thermal block 


X 




R-24 


Metal purlin without thermal block 


X 




R-24 


Floors over omtdoor anr or mncoinidiltionied space (If-vaMe) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 




R-16 


Metal joist/truss 


R-19 




R-16 


Concrete slab or deck 


NA 




R-16 


Above-grade walls (if-valoe) 
Framed 


No framing 


SVietal framing 


Wood framing 










/?-value cavity 


NA 


R-11 




R-11 


/?-value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










7?- value cavity 


NA 


R-11 




R-11 


R-\a\uQ continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-II 




R-11 


7?- value continuous 


R-5 


R-0 




R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEWiENT 


CONDITIONA/ALUE 


Skyligbls (U-f&ctor) 


0.8 


Slab or below-grade wall (if-valme) 


R-8 


Windows and glass doors 
PF<0.25 


SHGC 


t^factor 


0.4 




0.4 


0.25 <PF< 0.50 


0.5 




0.4 


PF > 0.50 


0.7 




0.4 


Moof assembles (^-valee) 
All- wood joist/truss 


BnsuJation between framing 


Continuous insulation 


R-30 




R-23 


Metal joist/truss 


R-30 




R-24 


Concrete slab or deck 


NA 




R-23 


Metal purlin with thermal block 


R-30 




R-24 


Metal purlin without thermal block 


R-38 




R-24 


Floors over outdoor air or uncondMoned space (i?-vaIoe) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 




R-16 


Metal joist/truss 


R-19 




R-16 


Concrete slab or deck 


NA 




R-16 


Above-grade walls (^-value) 
Framed 


No framing 


iVIetal framing 


Wood framing 










/?- value cavity 


NA 


R-13 




R-n 


/?-value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










^- value cavity 


NA 


R-11 




R-11 


/?-value continuous 


R5 


R-0 




R-0 


Other masonry walls 










/?-value cavity 


NA 


R-11 




R-11 


/?-value continuous 


R-5 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An 7?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDIMGS 



TABLE 802.2(28) 
BUILDING ENVELOPE REQUIREMENTS^ *'^^°"9f' ^ ■ CLIMATE ZONE 12b 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITiONA^ALUE 


Skylights (tZ-factor) 


0.8 


Slab or below-grade wall (if-value) 


R-0 


Wlmdows and glass doors 

PF<0.25 


SHGC 


y-factor 


Any 


Any 


0.25 < PF < 0.50 


Any 


Any 


PF>0.50 


Any 


Any 


Roof assemblies (/?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-16 


Metal joist/truss 


R-25 


R-17 


Concrete slab or deck 


NA 


R-16 


Metal purlin with thermal block 


R-25 


R-17 


Metal purlin without thermal block 


X 


R-17 


Floors over outdoor air or unconditioned space (i?-value) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-15 


Metal joist/truss 


R-19 


R-16 


Concrete slab or deck 


NA 


R-16 


Above-grade walls (if-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?-value cavity 


NA 


R-11 


R-11 


/?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?-value cavity 


NA 


R-11 


R-11 


/?-value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA/ALUE 


Skylights (£/-factor) 


0.8 


Slab or below-grade wall (i?-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


U-factor 


0.5 


0.6 


0.25 < PF < 0.50 


0.6 


0.6 


PF > 0.50 


0.7 


0.6 


Roof assemblies (/?-vaIue) 

All- wood joist/truss 


Dnsulation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


X 


R-20 


Floors over outdoor air or unconditioned space (i?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-15 


Metal joist/truss 


R-19 


R-16 


Concrete slab or deck 


NA 


R-16 


Above-grade walls (i2-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?- value cavity 


NA 


R-11 


R-11 


^-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 



(continued) 
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TABLE 802.2(2®)— conttioued 
BUBLDING EiVSVELOPE eEQUBREMEMTS^**^™"9'^® - CLDIiATE ZOlf^E 12b 



WDNDOW AND GLAZED DOOR AREA GREATER THAM 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITSON/VALUE 


Skyliglnlts (^/-factor) 


0.8 


Slab or below-grade wall (^-valme) 


R-8 


Wiffidows and glass doors 
PF < 0.25 


SHGC 


iAfactor 


0.4 




0.5 


0.25 < PF < 0.50 


0.5 




0.5 


PF>0.50 


0.6 




0.5 


Moof assemblies (iJ-valime) 
All-wood joist/truss 


insulation between framing 


Continuous insulation 


R-30 




R-23 


Metal joist/truss 


R-30 




R-24 


Concrete slab or deck 


NA 




R-23 


Metal purlin with thermal block 


X 




R-24 


Metal purlin without thermal block 


X 




R-24 


Floors over oetdoor air or ueconditioinied space (i^-valee) 
All-wood joist/truss 


Dnsuiation between framing 


Continuous insulation 


R-19 




R-15 


Metal joist/truss 


R-19 




R-16 


Concrete slab or deck 


NA 




R-16 


Above-grade walls (i?-valye) 
Framed 


No framing 


iVietai framing 


Wood framing 










/?-value cavity 


NA 


R-11 




R-11 


R- value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-11 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-11 




R-11 


7?-value continuous 


R-5 


R-0 




R-0 


WDNDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDDTiONA^ALUE 


Skylights (U4&ctor) 


0.8 


Slab or beSow-grade wall (i?-value) 


R-8 


Wmdows amid glass doors 
PF < 0.25 


SHGC 


Wactof 


0.3 




0.5 


0.25 < PF < 0.50 


0.4 




0.5 


PF>0.50 


0.5 




0.5 


IRoof assemblies (if-vake) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-30 




R-23 


Metal joist/truss 


R-30 




R-24 


Concrete slab or deck 


NA 




R-23 


Metal purlin with thermal block 


R-38 




R-24 


Metal purlin without thermal block 


R-49 




R-24 


Floors over outdoor air or imcomidiitioinied space (^-valee) 
All- wood joist/truss 


insulation between framing 


Continuous insulation 


R-19 




R-15 


Metal joist/truss 


R-19 




R-16 


Concrete slab or deck 


NA 




R-16 


Above-grade walls (^-vatoe) 
Framed 


No Iframing 


Metal framing 


Wood framing 










/?- value cavity 


NA 


R-13 




R-13 


/?-value continuous 


NA 


R-3 




R-0 


CMU, > 8 inches, with integral insulation 










/?-value cavity 


NA 


R-11 




R-11 


7?- value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?-value cavity 


NA 


R-11 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDINGS 



TABLE 802.2(29) 
BUILDING ENVELOPE REQUIREMENTS^ ^^■^^"S'^ ® - CLIMATE ZONE 13a 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA^ALUE 


Skylights (^/-factor) 


0.8 


Slab or below-grade wall (if-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


lAfactor 


Any 


0.7 


0.25 < PF < 0.50 


Any 


0.7 


PF>0.50 


Any 


0.7 


Roof assemblies (i?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-14 


Metal joist/truss 


R-19 


R-15 


Concrete slab or deck 


NA 


R-14 


Metal purlin with thermal block 


R-25 


R-15 


Metal purlin without thermal block 


X 


R-15 


Floors over outdoor air or unconditioned space (i?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-16 


Metal joist/truss 


R-25 


R-17 


Concrete slab or deck 


NA 


R-17 


Above-grade walls (JR -value) 
Framed 


No framing 


IVietal framing 


Wood framing 








7?-value cavity 


NA 


R-13 


R-11 


i?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?-value cavity 


NA 


R-11 


R-11 


/?-value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








i?- value cavity 


NA 


R-11 


R-11 


^- value continuous 


R-5 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA | 


ELEMENT 


CONDITIONA^ALUE 


Skylights (fZ-factor) 


0.8 


Slab or below-grade wall (i^-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


U-factor 


0.6 


0.6 


0.25 < PF < 0.50 


0.7 


0.6 


PF > 0.50 


Any 


0.6 


Roof assemblies (/?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purUn with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


X 


R-20 


Floors over outdoor air or unconditioned space (i?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-16 


Metal joist/truss 


R-25 


R-17 


Concrete slab or deck 


NA 


R-17 


Above-grade walls (/?-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?-value cavity 


NA 


R-13 


R-11 


/?-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








i?- value cavity 


NA 


R-11 


R-11 


7?- value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-11 


R-11 


/?-value continuous 


R-5 


R-0 


R-0 



(continued) 
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TABLE 802.2(29)— coofnnued 
BUBLDBNG ENVELOPE REQUlREWaEMTS^^^^^^^S*^® " CLBiyiATE ZONE 13a 



WDS^DOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEftflENT 


CONDOTDONA^ALUE 


Skylighlts (J/-fac1tor) 


0.8 


Slab or beSow-grade waO (R-Y2due) 


R-8 


Wimdows aimd glass doors 
PF < 0.25 


SHGC 


factor 


0.5 




0.5 


0.25 < PF < 0.50 


0.6 




0.5 


PF > 0.50 


0.7 




0.5 


Roof assemblies (i^-valme) 
All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-30 




R-23 


Metal joist/truss 


R-30 




R-24 


Concrete slab or deck 


NA 




R-23 


Metal purlin with thermal block 


X 




R-24 


Metal purlin without thermal block 


X 




R-24 


Floors over oetdoor air or mmcoediltioeed space (^-valme) 
All-wood joist/truss 


Dnsuiation between framing 


Continuous insulation 


R-19 




R-16 


Metal joist/truss 


R-25 




R-17 


Concrete slab or deck 


NA 




R-17 


Above-grade walls (if-valee) 
Framed 


No framing 


GVietal framing 


Wood framing 










/?- value cavity 


NA 


R-13 




R-11 


/?- value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-11 




R-11 


^-value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-U 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONOmONA/ALUE 


Skylights (^-factor) 


0.8 


Slab or below-grade wall (i?-valMe) 


R-8 


Windows amd glass doors 
PF<0.25 


SHGC 


factor 


0.4 




0.4 


0.25 <PF< 0.50 


0.5 




0.4 


PF>0.50 


0.7 




0.4 


Roof assemblies (i?-valee) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-30 




R-23 


Metal joist/truss 


R-30 




R-24 


Concrete slab or deck 


NA 




R-23 


Metal purlin with thermal block 


R-30 




R-24 


Metal purlin without thermal block 


R-38 




R-24 


Floors over outdoor air or enncomditioeed space (iJ-value) 
AU-wood joist/truss 


Dnsuiation between framing 


Continuous insulation 


R-19 




R-16 


Metal joist/truss 


R-25 




R-17 


Concrete slab or deck 


NA 




R-17 


Above-grade walls (i? -valine) 
Framed 


No framing 


IVletal framing 


Wood framing 










/?-value cavity 


NA 


R-13 




R-11 


7?-value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-11 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-11 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUSLDINGS 



TABLE 802.3(30) 
BUILDING ENVELOPE REQUaREIViENTS^*^'^*>"9'^® - CLBMATE ZONE 13b 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDDTION/VALUE 


Skylights (£/-factor) 


0.8 


Slab or below-grade wall (If-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


y-factor 


Any 


Any 


0.25 <PF< 0.50 


Any 


Any 


PF > 0.50 


Any 


Any 


Roof assemblies (i?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-18 


Metal joist/truss 


R-25 


R-19 


Concrete slab or deck 


NA 


R-18 


Metal purlin with thermal block 


R-30 


R-19 


Metal purlin without thermal block 


NA 


R-19 


Floors over outdoor air or unconditioned space (i?-value) 

All-wood joist/truss 


Insuiation between framing 


Continuous insulation 


R-19 


R-17 


Metal joist/truss 


R-25 


R-17 


Concrete slab or deck 


NA 


R-17 


Above-grade walls (K-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?-value cavity 


NA 


R-13 


R-11 


/?- value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-11 


R-11 


/?-value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








7?-value cavity 


NA 


R-11 


R-11 


/?-value continuous 


R-5 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE VtfALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights (^/-factor) 


0.8 


Slab or below-grade wall (if-value) 


R-0 


Windows and glass doors 

PF<0.25 


SHGC 


(Afactor 


0.5 


0.5 


0.25 < PF < 0.50 


0.6 


0.5 


PF > 0.50 


0.7 


0.5 


Roof assemblies (if-value) 

AU-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


X 


R-20 


Floors over outdoor air or unconditioned space (/?-value) 

AU-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-17 


Metal joist/truss 


R-25 


R-17 


Concrete slab or deck 


NA 


R-17 


Above-grade walls (if-va!ue) 

Framed 


No framing 


Metal framing 


Wood framing 








7?-value cavity 


NA 


R-13 


R-11 


^-value continuous 


NA 


R-0 


R-0 


CMU, > 8 inches, with integral insulation 








^-value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-11 


R-11 


7?- value continuous 


R-5 


R-0 


R-0 



(continued) 
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ACCEPTABLE PRACTICE FOR COMI^ERCQAL BUBLDPG 



TABLE 802.2(30)— contonyed 
eOiLOIMG EMVELOPE nEQUiREi\fiENTS^^^''°"9^^ - CLIMATE ZOiSIE 13b 



WDNDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDDTfiON/VALUE 


SkySiglits iU4siCt0T) 


0.8 


Slab or Ibelow-grade wall (i?-vatae) 


R-8 


Windows amd glass doors 
PF < 0.25 


SHGC 


0-factor 


0.4 




0.5 


0.25 <PF< 0.50 


0.5 




0.5 


PF>0.50 


0.6 




0.5 


Roof assembliies (if-vaBee) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-30 




R-23 


Metal joist/truss 


R-30 




R-24 


Concrete slab or deck 


NA 




R-23 


Metal purlin with thermal block 


X 




R-24 


Metal purlin without thermal block 


X 




R-24 


Floors over oetdoor air or encondiitioitBed space (^-valine) 
All- wood joist/truss 


InsuDation between framing 


Continuous insulation 


R-19 




R-17 


Metal joist/truss 


R-25 




R-17 


Concrete slab or deck 


NA 




R-17 


Above-grade walls (i^-vaSoe) 
Framed 


No framing 


yetaf framing 


Wood framing 










/?-value cavity 


NA 


R-13 




R-11 


/?-value continuous 


NA 


R-0 




R-0 


CMU, > 8 inches, with integral insulation 










/?-value cavity 


NA 


R-11 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?-value cavity 


NA 


R-11 




R-11 


/?- value continuous _.^_ ,. 


R-5 


R-0 




R-0 


WSNDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEftflENT 


CONDITBONA/ALOE 


Skylights (£/-ffacltor) 


0.8 


Slab or below-grade wall (iJ-value) 


R-8 


Windows and glass doors 
PF < 0.25 


SHGC 


Wactor 


0.4 




0.4 


0.25 < PF < 0.50 


0.5 




0.4 


PF>0.50 


0.6 




0.4 


Roof assembliies (^-valne) 
All-wood joist/truss 


Onsulation between framing 


Continuous insulation 


R-30 




R-23 


Metal joist/truss 


R-30 




R-24 


Concrete slab or deck 


NA 




R-23 


Metal purlin with thermal block 


R-38 




R-24 


Metal purlin without thermal block 


R-49 




R-24 


Floors over outdoor air or imconditioned space (^-valee) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 




R-17 


Metal joist/truss 


R-25 




R-17 


Concrete slab or deck 


NA 




R-17 


Above-grade walls (R-v&Me) 
Framed 


No framing 


EVletal framing 


Wood framing 










/?- value cavity 


NA 


R-13 




R-13 


/?-value continuous 


NA 


R-7 




R-3 


CMU, > 8 inches, with integral insulation 










i?- value cavity 


NA 


R-11 




R-11 


/?- value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-U 




R-11 


/?-value continuous 


R-5 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 



2003 Bf^TERfMATBOMAL EWERGY COE^SERVATDOGVl CODE® 



129 



ACCEPTABLE PRACTICE FOR COMMERCIAL BU8LDINGS 



TABLE 802.2(31) 
BUILDING ENVELOPE REQUIREMENTS^ ^•^^^"S'^ ® = CLSE^ATE ZONE 14ai 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights (U-factor) 


0.8 


Slab or below-grade wall (i?-value) 


R-0 


Windows and glass doors 

PF<0,25 


SHGC 


y-factor 


Any 


0.7 


0.25 < PF < 0.50 


Any 


0.7 


PF>0.50 


Any 


0.7 


Roof assemblies (i?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-19 


R-17 


Metal joist/truss 


R-25 


R-18 


Concrete slab or deck 


NA 


R-17 


Metal purlin with thermal block 


R-30 


R-18 


Metal purlin without thermal block 


X 


R-18 


Floors over outdoor air or unconditioned space (iJ-value) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-18 


Metal joist/truss 


R-25 


R-19 


Concrete slab or deck 


NA 


R-19 


Above-grade walls (if -value) 

Framed 


No framing 


Metal framing 


Wood framing 








7?- value cavity 


NA 


R-13 


R-11 


7?-value continuous 


NA 


R-3 


R-0 


CMU, > 8 inches, with integral insulation 








^- value cavity 


NA 


R-11 


R-11 


R-value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








7?-vaIue cavity 


NA 


R-11 


R-11 


/?-value continuous 


R-5 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA^ALUE 


Skylights (fZ-factor) 


0.8 


Slab or below-grade wall (If-value) 


R-8 


Windows and glass doors 

PF < 0.25 


SHGC 


lAfactor 


0.5 


0.6 


0.25 <PF< 0.50 


0.6 


0.6 


PF > 0.50 


0.7 


0.6 


Roof assemblies (/2-value) 
All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


X 


R-20 


Floors over outdoor air or unconditioned space (i?-value) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-18 


Metal joist/truss 


R-25 


R-19 


Concrete slab or deck 


NA 


R-19 


Above-grade walls (/?-value) 

Framed 


No framing 


Metal framing 


Wood framing 








R-\a\uQ cavity 


NA 


R-13 


R-11 


K-value continuous 


NA 


R-3 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-II 


R-11 


/?-value continuous 


R-5 


R-0 


R-0 



(continued) 
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ACCEPTABLE PRACTflCE FOR COMMERCllAL BUILDBMG 



TABLE 802.2(31)— cootonyed 
BUILOBNG ENVELOPE REQUiREIVaENTS^*^''*'"^''^ - CLilVlATE ZONE 14a 



WINDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEftflENT 


CONDmON/VALUE 


Skylishts (^/-factor) 


0.8 


Slab or below-grade wall (if -value) 


R-8 


Wnedlows and glass doors 
PF < 0.25 


SHGC 


{/■factor 


0.4 




0.5 


0.25 <PF< 0.50 


0.5 




0.5 


PF > 0.50 


0.6 




0.5 


Roof assemblies (if-valpe) 
All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-30 




R-23 


Metal joist/truss 


R-30 




R-24 


Concrete slab or deck 


NA 




R-23 


Metal purlin with thermal block 


X 




R-24 


Metal purlin without thermal block 


X 




R-24 


Floors over outdoor air or eecomditioimed space (if-valee) 
All- wood joist/truss 


Bnsulation between framing 


Continuous insulation 


R-25 




R-18 


Metal joist/truss 


R-25 




R-19 


Concrete slab or deck 


NA 




R-19 


Above-grade walls (if-value) 
Framed 


No framing 


tvaetal framing 


Wood framing 










/?- value cavity 


NA 


R-13 




R-11 


/?-value continuous 


NA 


R-3 




R-0 


CMU, > 8 inches, with integral insulation 










/?-value cavity 


NA 


R-U 




R-11 


7?- value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-11 




R-11 


y?- value continuous 


R-5 


R-0 




R-0 


WBNDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITDONA/ALUE 


Skyliglits (^/-factor) 


0.8 


Slab or below-grade wall (^-valee) 


R-8 


Windows and glass doors 
PF < 0.25 


SHGC 


(/■factor 


0.4 




0.4 


0.25 < PF < 0.50 


0.5 




0.4 


PF > 0.50 


0.6 




0.4 


Roof assemblies (i2-vaDMe) 
All-wood joist/truss 


insulation between framing 


Continuous insulation 


R-30 




R-23 


Metal joist/truss 


R-30 




R-24 


Concrete slab or deck 


NA 




R-23 


Metal purlin with thermal block 


R-38 




R-24 


Metal purlin without thermal block 


R-38 




R-24 


Floors over outdoor air or uecoinditioeed space (i?-valye) 
All-wood joist/truss 


Dnsulation between framing 


Continuous insulation 


R-25 




R-18 


Metal joist/truss 


R-25 




R-19 


Concrete slab or deck 


NA 




R-19 


Above-grade walls (if-valme) 
Framed 


No framing 


f\^etal framing 


Wood framing 










/?-value cavity 


NA 


R-13 




R-11 


/?- value continuous 


NA 


R-3 




R-0 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-U 




R-U 


/?-value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?-value cavity 


NA 


R-11 




R-U 


/?- value continuous 


R-5 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUSLDfNGS 



TABLE 802.2(32) 
BUILDING ENVELOPE REQUDREMENTS^ *'^^*'"9'^ ® - CLIMATE ZONE 14b 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONOmONA^ALUE 


Skylifilits (^/-factor) 


0.8 


Slab or below-grade wall (J?-value) 


R-0 


Windows and glass doors 

PF<0.25 


SHGC 


(Afactor 


Any 


0.7 


0.25 <PF< 0.50 


Any 


0.7 


PF > 0.50 


Any 


0.7 


Roof assemblies (i?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


NA 


R-20 


Floors over outdoor air or unconditioned space (if-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-19 


Concrete slab or deck 


NA 


R-19 


Above-grade walls (/?-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?-value cavity 


NA 


R-13 


R-ll 


/?-value continuous 


NA 


R-3 


R-0 


CMU, > 8 inches, with integral insulation 








i?-value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-11 


R-11 


7?- value continuous 


R-5 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights (fZ-factor) 


0.8 


Slab or below-grade wall (i2-value) 


R-8 


Windows and glass doors 

PF < 0.25 


SHGC 


«Afactor 


0.5 


0.5 


0.25 < PF < 0.50 


0.6 


0.5 


PF>0.50 


0.7 


0.5 


Roof assemblies (i?- value) 

All-wood joist/truss 


Insulation between framing 


Continuous Insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


X 


R-20 


Floors over outdoor air or unconditioned space (i?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-19 


Concrete slab or deck 


NA 


R-19 


Above-grade walls (/f -value) 

Framed 


No framing 


EVIetal framing 


Wood framing 








/?- value cavity 


NA 


R-13 


R-11 


i?-value continuous 


NA 


R-3 


R-0 


CMU, > 8 inches, with integral insulation 








7?-value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-11 


R-11 


/?-value continuous 


R-5 


R-0 


R-0 



(continued) 
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ACCEPTABLE PRACTBCE FOR COSViMlERCBAL BUfLOBG^fG 



TABLE 802.2(32)— cootioyed 
BUBLDIING EMIVELOPE REQUIREMENTS^ *^''°"9^® - CUfWIATE ZOHE Mb 



WDNDOW AND GLAZED DOOB AREA GREATER THASSS 25 PERCEiSST BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONOmONA/ALUE 


Skyliglhts (£/-ifactor) 


0.8 


Slab or beSow-grade wall (if-vatae) 


R-8 


Windows amd glass doors 
PF < 0.25 


SHGC 


Wactor 


0.4 




0.5 


0.25 < PF < 0.50 


0.5 




0.5 


PF > 0.50 


0.6 




0.5 


Roof assembMes (^-valee) 
All-wood joist/truss 


Doisulation between framing 


Continuous insulation 


R-30 




R-23 


Metal joist/truss 


R-30 




R-24 


Concrete slab or deck 


NA 




R-23 


Metal purlin with thermal block 


X 




R-24 


Metal purlin without thermal block 


X 




R-24 


Floors over outdoor anr or nincoimditioinied space (if-valee) 
All-wood joist/truss 


Bnsulation between framing 


Continuous insulation 


R-25 




R-19 


Metal joist/truss 


R-25 




R-19 


Concrete slab or deck 


NA 




R-19 


Above-grade walls (^-vallee) 
Framed 


No framing 


Metai framing 


Wood framing 










/?-value cavity 


NA 


R-13 




R-ll 


/?- value continuous 


NA 


R-3 




R-0 


CMU, > 8 inches, with integral insulation 










J?- value cavity 


NA 


R-ll 




R-ll 


/?-value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?- value cavity 


NA 


R-ll 




R-ll 


/?- value continuous 


R-5 


R-0 




R-0 


WDNDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELES\flENT 


CONDITION/VALUE 


Skylights (^/-factor) 


0.8 


Slab or below-grade wall (^-value) 


R-8 


Windows and glass doors 
PF<0.25 


SHGC 


Wactor 


0.4 




0.4 


0.25 <PF< 0.50 


0.5 




0.4 


PF > 0.50 


0.6 




0.4 


Roof assemblies (i?-valiiiDe) 
All- wood joist/truss 


msulatlon between framing 


Continuous msuiation 


R-30 




R-23 


Metal joist/truss 


R-30 




R-24 


Concrete slab or deck 


NA 




R-23 


Metal purlin with thermal block 


R-38 




R-24 


Metal purlin without thermal block 


R-49 




R-24 


Floors over outdoor air or mmconditioned space (i?-valee) 
All- wood joist/truss 


InsuOation between framing 


Continuous insulation 


R-25 




R-19 


Metal joist/truss 


R-25 




R-19 


Concrete slab or deck 


NA 




R-19 


Above-grade walls (^-vaMe) 
Framed 


No framing 


Metal framing 












/?-value cavity 


NA 


R-13 




R-13 


7?-value continuous 


NA 


R-7 




R-3 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-ll 




R-ll 


/?-value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










/?-value cavity 


NA 


R-ll 




R-ll 


/?- value continuous 


R-5 


R-0 




R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 



2003 BNTERNATDONAL EiSSERGY CONlSERVATBOiva CODE*^ 



t33 



ACCEPTABLE PRACTICE FOR COMMERCSAL BUILDBNGS 



TABLE 802.2(33) 

BUILDING ENVELOPE REQU!REyENTS«*'^™"9^® - CLIIVaATE ZONE 15 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights (^/-factor) 


0.6 


Slab or below-grade wall (if-value) 


R-0 


Windows and glass doors 

PF < 0.25 


SHGC 


tAfactor 


Any 


0.7 


0.25 < PF < 0.50 


Any 


0.7 


PF>0.50 


Any 


0.7 


Roof assemblies (i?-value) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


X 


R-20 


Floors over outdoor air or unconditioned space (i2-value) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-22 


Metal joist/truss 


R-30 


R-23 


Concrete slab or deck 


NA 


R-22 


Above-grade walls (i?-value) 
Framed 


No framing 


i\/]etal framing 


Wood framing 








/?-value cavity 


NA 


R-13 


R-11 


/?-value continuous 


NA 


R-3 


R-0 


CMU, > 8 inches, with integral insulation 








/?-value cavity 


NA 


R-11 


R-11 


/?-value continuous 


R-5 


R-0 


R.-0 


Other masonry walls 








7?-value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 


WDNDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITDON/VALUE 


Skylights ({/-factor) 


0.6 


Slab or below-grade wall (i2-value) 


R-8 


Windows and glass doors 

PF < 0.25 


SHGC 


U-factor 


0.5 


0.5 


0.25 < PF < 0.50 


0.6 


0.5 


PF > 0.50 


0.7 


0.5 


Roof assemblies (/2-value) 
All- wood joist/truss 


Dnsulatlon between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


X 


R-20 


Floors over outdoor air or unconditioned space (^-value) 

All- wood joist/ truss 


Insulation between framing 


Continuous insulation 


R-25 


R-22 


Metal joist/truss 


R-30 


R-23 


Concrete slab or deck 


NA 


R-22 


Above-grade walls (i?-value) 

Framed 


No framing 


Wietal framing 


Wood framing 








/?-value cavity 


NA 


R-13 


R-11 


/?-value continuous 


NA 


R-3 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-11 


R-11 


/?-value continuous 


R-5 


R-0 


R-0 



(continued) 
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ACCEPTABLE PRACTBCE FOR COWflMERCiAL BUBLOONG 



TABLE 802.2(33)— coBiynued 
BUiLDQNG ENVELOPE REQUBREMENTS^ **''"«»"9^ ® - CLIfVflATE ZONE 15 



WINDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDDTION/VALUE 


Skylights (£/-factor) 


0.6 


Slab or below-grade wall (R-vaMe) 


R-8 


Wimidows aed glass doors 
PF<0.25 


SHGC 


iZ-factor 


0.5 




0.4 


0.25 <PF< 0.50 


0.6 




0.4 


PF > 0.50 


0.7 




0.4 


Roof assemblies (if-valpe) 
All-wood joist/truss 


Dnsulation between framing 


Continuous insulation 


R-30 




R-23 


Metal joist/truss 


R-30 




R-24 


Concrete slab or deck 


NA 




R-23 


Metal purlin with thermal block 


X 




R-24 


Metal purlin without thermal block 


X 




R-24 


Floors over outdoor air or Mocomditioinied space (^-valine) 
All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 




R-22 


Metal joist/truss 


R-30 




R-23 


Concrete slab or deck 


NA 




R-22 


Above-grade walls (iJ-vaEue) 
Framed 


No framing 


Metal framing 


Wood framing 










7?- value cavity 


NA 


R-13 




R-11 


7?-value continuous 


NA 


R-3 




R-0 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-11 




R-11 


/?-value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










^- value cavity 


NA 


R-13 




R-11 


/?-value continuous 


R-6 


R:Q_ _._... 




R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA | 


ELEMENT 


CONDDTION/VALUE 


Skylights (^/-factor) 


0.6 


Slab or below-grade wall (if-valoe) 


R-8 


Windows and glass doors 
PF < 0.25 


SHGC 


factor 


0.4 




0.4 


0.25 < PF < 0.50 


0.5 




0.4 


PF > 0.50 


0.7 




0.4 


Roof assemblies (iJ-valee) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-30 




R-23 


Metal joist/truss 


R-30 




R-24 


Concrete slab or deck 


NA 




R-23 


Metal purlin with thermal block 


R-38 




R-24 


Metal purlin without thermal block 


X 




R-24 


Floors over outdoor air or uinicoiniditioeed space (i? -value) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 




R-22 


Metal joist/truss 


R-30 




R-23 


Concrete slab or deck 


NA 




R-22 


Above-grade walls (i^-valiue) 
Framed 


No framing 


Metal framing 


Wood framing 










/?-value cavity 


NA 


R-13 




R-13 


/?-value continuous 


NA 


R-7 




R-4 


CMU, > 8 inches, with integral insulation 










/?- value cavity 


NA 


R-13 




R-ll 


7?-value continuous 


R-5 


R-0 




R-0 


Other masonry walls 










R-va\ue cavity 


NA 


R-13 




R-11 


/?- value continuous 


R-6 


R-3 




R-0 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDINGS 





TABLE 802.2(34) 








BUILDING ENVELOPE REQUIREMENTS^ *^^°"9*^® - CLIMATE ZONE 16 


WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA/ALUE 


Skylights (f/-factor) 


0.6 


Slab or below-grade wall (i?-value) 


R-8 


Windows and glass doors 

PF<0.25 


SHGC 


iAfactor 


0.7 


0.6 


0.25 <PF< 0.50 


Any 


0.6 


PF > 0.50 


Any 


0.6 


Roof assemblies (/?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-19 


Metal joist/truss 


R-25 


R-20 


Concrete slab or deck 


NA 


R-19 


Metal purlin with thermal block 


R-30 


R-20 


Metal purlin without thermal block 


X 


R-20 


Floors over outdoor air or unconditioned space (i?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-22 


Metal joist/truss 


R-30 


R-23 


Concrete slab or deck 


NA 


R-22 


Above-grade walls (i?-value) 

Framed 


No framing 


Metal framing 


Wood Iframing 








y?-value cavity 


NA 


R-13 


R-11 


/?- value continuous 


NA 


R-3 


R-0 


CMU, > 8 inches, with integral insulation 








^-value cavity 


NA 


R-11 


R-U 


7?-value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-11 


R-11 


/?- value continuous 


R-5 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONyVALUE 


Skylights (^/-factor) 


0.6 


Slab or below-grade wall (1? -value) 


R-8 


Windows and glass doors 

PF<0.25 


SHGC 


y-factor 


0.7 


0.5 


0.25 <PF< 0.50 


Any 


0.5 


PF>0.50 


Any 


0.5 


Roof assemblies (i?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-30 


R-23 


Metal joist/truss 


R-30 


R-24 


Concrete slab or deck 


NA 


R-23 


Metal purlin with thermal block 


X 


R-24 


Metal purlin without thermal block 


X 


R-24 


Floors over outdoor air or unconditioned space (i?-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-22 


Metal joist/truss 


R-30 


R-23 


Concrete slab or deck 


NA 


R-22 


Above-grade walls (/?-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?-value cavity 


NA 


R-13 


R-11 


/?-value continuous 


NA 


R-3 


R-0 


CMU, > 8 inches, with integral insulation 








y?-value cavity 


NA 


R-11 


R-11 


y?- value continuous 


R-5 


R-0 


R-0 


Other masonry walls 








/?-value cavity 


NA 


R-13 


R-11 


/?- value continuous 


R-9 


R-3 


R-0 



(continued) 
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TABLE 802.2(34)— contBOued 
BUBLDSS^G EE^VELOFE (REaOBREME^STS^ *^''°"9^ ® - CLBR^ATE ZONE 16 



WBNDOW AND GLAZED DOOR AREA GREATER THAhS 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDmON/VALUE 


Skylights (J7-factor) 


0.6 


Slab or below-grade wall (U-valee) 


R-8 


Windows and glass doors 
PF<0.25 


SHGC 


Wactor 


0.5 


0.4 


0.25 < PF < 0.50 


0.6 


0.4 


PF>0.50 


0.7 


0.4 


Roof assemblies (i?-valiie) 
All- wood joist/truss 


Doisulation between Iframiog 


Continuous insulation 


R-30 


R-23 


Metal joist/truss 


R-30 


R-24 


Concrete slab or deck 


NA 


R-23 


Metal purlin with thermal block 


X 


R-24 


Metal purlin without thermal block 


X 


R-24 


Floors over outdoor air or lumconditioeed space (i^-valiuie) 
All- wood joist/truss 


Dnsulatlon between framing 


Continuous Insulation 


R-25 


R-22 


Metal joist/truss 


R-30 


R-23 


Concrete slab or deck 


NA 


R-22 


Above-grade walls (iJ-valee) 
Framed 


No framing 


Metal framing 


Wood framing 








7?- value cavity 


NA 


R-13 


R-13 


/?- value continuous 


NA 


R-3 


R-0 


CMU, > 8 inches, with integral insulation 








/?-value cavity 


NA 


R-13 


R-11 


/?-value continuous 


R-6 


R-0 


R-0 


Other masonry walls 








^- value cavity 


NA 


R-13 


R-13 


7?- value continuous 


R-9 


R-3 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDmONA/ALUE 


SkyMfilits (£/-factor) 


0.6 


Slab or below-grade wall (^-vatae) 


R-8 


Windows and glass doors 
PF < 0.25 


SHGC 


Wactor 


0.4 


0.4 


0.25 < PF < 0.50 


0.5 


0.4 


PF > 0.50 


0.7 


0.4 


Roof assemblies (^-value) 
All- wood joist/truss 


Dnsuiation between framing 


Continuous Insulation 


R-30 


R-23 


Metal joist/truss 


R-30 


R-24 


Concrete slab or deck 


NA 


R-23 


Metal purlin with thermal block 


R-38 


R-24 


Metal purlin without thermal block 


X 


R-24 


Floors over outdoor air or umicoinditiooed space (i?-value) 
All-wood joist/truss 


Dnsuiation between framing 


Continuous insulation 


R-25 


R-22 


Metal joist/truss 


R-30 


R-23 


Concrete slab or deck 


NA 


R-22 


Above-grade walls (i?-value) 
Framed 


No framing 


Metal framing 


Wood framing 








/?-value cavity 


NA 


R-13 


R-13 


^- value continuous 


NA 


R-14 


R-7 


CMU, > 8 inches, with integral insulation 








/?-value cavity 


NA 


R-13 


R-13 


/?- value continuous 


R-10 


R-3 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-13 


R-13 


/?-value continuous 


R-9 


R-3 


R-3 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDINGS 



TABLE 802.2(35) 
BUILDING ENVELOPE REQUIREMENTS'' *^^°"9»^* - CLIMATE ZONE 17 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights (f/-factor) 


0.6 


Slab or below-grade wall (i?-value) 


R-8 


Windows and glass doors 

PF < 0.25 


SHGC 


(Afactor 


0.7 


0.5 


0.25 < PF < 0.50 


Any 


0.5 


PF > 0.50 


Any 


0.5 


Roof assemblies (i? -value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-30 


R-23 


Metal joist/truss 


R-30 


R-24 


Concrete slab or deck 


NA 


R-23 


Metal purlin with thermal block 


X 


R-24 


Metal purlin without thermal block 


X 


R-24 


Floors over outdoor air or unconditioned space (iJ-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-22 


Metal joist/truss 


R-30 


R-23 


Concrete slab or deck 


NA 


R-22 


Above-grade walls (/f-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?- value cavity 


NA 


R-13 


R-13 


/?- value continuous 


NA 


R-3 


R-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-13 


R-11 


/?-value continuous 


R-6 


R-0 


R-0 


Other masonry walls 








/?- value cavity 


NA 


R-13 


R-11 


/? -value continuous 


R-6 


R-0 


R-0 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights (^/-factor) 


0.6 


Slab or below-grade wall (if-value) 


R-8 


Windows and glass doors 

PF < 0.25 


SHGC 


(Afactor 


0.7 


0.4 


0.25 < PF < 0.50 


Any 


0.4 


PF>0.50 


Any 


0.4 


Roof assemblies (/?- value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-30 


R-23 


Metal joist/truss 


R-30 


R-24 


Concrete slab or deck 


NA 


R-23 


Metal purlin with thermal block 


X 


R-24 


Metal purlin without thermal block 


X 


R-24 


Floors over outdoor air or unconditioned space (^-value) 

All-wood joistytruss 


Dnsulatlon between framing 


Continuous insulation 


R.25 


R-22 


Metal joist/truss 


R-30 


R-23 


Concrete slab or deck 


NA 


R-22 


Above-grade walls (/f-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?- value cavity 


NA 


R-13 


R-13 


/?- value continuous 


NA 


R-3 


P.-0 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-13 


R~U 


7?- value continuous 


R-6 


R-0 


R-0 


Other masonry walls 








7?- value cavity 


NA 


R-13 


R-11 


/?- value continuous 


R-9 


R-3 


R-0 



(continued) 
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TABLE 802.2(35)— contBimyed 
BODLOIBSSG ENVELOPE REQyiREMEWTS^*^''*^"9^* - CUM ATE ZONE 17 



WDNDOW mu GLAZED DOOR AREA GREATER THAW 25 PERCENT BUT WOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONOmONA/ALUE 


Skylights (U-Uctor) 


0.6 


Slab or below-grade wall (l?-valee) 


R-8 


Wiodows amd glass doors 
PF < 0.25 


SHGC^i 


CAfactor 


0.7 




0.4 


0.25 < PF < 0.50 


Any 




0.4 


PF > 0.50 


Any 




0.4 


Eoof assemblies (iJ-valoe) 
All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-30 




R-23 


Metal joist/truss 


R-30 




R-24 


Concrete slab or deck 


NA 




R-23 


Metal purlin with thermal block 


X 




R-24 


Metal purlin without thermal block 


X 




R-24 


Floors over outdoor air or nmcoiniditioeed space (if-valee) 
All-wood joist/truss 


Dnsulation between framing 


Continuous insulation 


R-25 




R-22 


Metal joist/truss 


R-30 




R-23 


Concrete slab or deck 


NA 




R-22 


Above-grade walls (iJ-valee) 
Framed 


No framing 


Metal framing 


Wood framing 










/?-value cavity 


NA 


R-13 




R-13 


/?-value continuous 


NA 


R-4 




R-3 


CMU, > 8 inches, with integral insulation 










i?- value cavity 


NA 


R-13 




R-13 


/?- value continuous 


R-10 


R-4 




R-3 


Other masonry walls 










/?- value cavity 


NA 


R-13 




R-13 


/?- value continuous 


R-10 


R-4 




R-3 


WDNDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDDTBON/VALUE 


Skylights (^/-factor) 


0.6 


Slab or below-grade wall (^-valee) 


R-8 


Windows and glass doors 
PF < 0.25 


SHGC 


iffactor 


0.4 




0.4 


0.25 < PF < 0.50 


0.5 




0.4 


PF>0.50 


0.7 




0.4 


Roof assemblies (if-valpe) 
All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-30 




R-23 


Metal joist/truss 


R-30 




R-24 


Concrete slab or deck 


NA 




R-23 


Metal purlin with thermal block 


R-38 




R-24 


Metal purlin without thermal block 


X 




R-24 


Floors over outdoor air or imcoEiiditoonied space (^-value) 
All-wood joist/truss 


Dnsulation between framing 


Continuous Insulation 


R-25 




R-22 


Metal joist/truss 


R-30 




R-23 


Concrete slab or deck 


NA 




R-22 


Above-grade walls (^-valpe) 
Framed 


No framing 


EVietal framing 


Wood framing 










^-value cavity 


NA 


R-13 




R-13 


/?-value continuous 


NA 


R-14 




R-14 


CMU, > 8 inches, with integral insulation 










^-value cavity 


NA 


R-13 




R-13 


i?-value continuous 


R-14 


R-10 




R-7 


Other masonry walls 










/?- value cavity 


NA 


R-13 




R-13 


/?- value continuous 


R-14 


R-10 




R-7 



For SI: 1 inch = 25.4 mm. 

a. For buildings over three stories in height, the maximum SHGC shall be 0.60. 

b. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

c. "NA" indicates the condition is not applicable. 

d. An /?- value of zero indicates no insulation is required. 

e. "Any" indicates any available product will comply. 

f. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCDAL BUILDINGS 



TABLE 802.2(36) 
BUILDING ENVELOPE REQUIREWIENTS^*'^^*^"^^® - CLIMATE ZONE 18 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITIONA^ALUE 


Skylights (£/-factor) 


0.6 


Slab or below-grade wall (/f-value) 


R-12 


Windows and glass doors 

PF < 0.25 


SHGC 


tJLfactor 


0.7 


0.6 


0.25 < PF < 0.50 


Any 


0.6 


PF>0.50 


Any 


0.6 


Roof assemblies (/2-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-30 


R-23 


Metal joist/truss 


R-30 


R-24 


Concrete slab or deck 


NA 


R-23 


Metal purlin with thermal block 


X 


R-24 


Metal purlin without thermal block 


X 


R-24 


Floors over outdoor air or unconditioned space (R-y&lue) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-22 


Metal joist/truss 


R-30 


R-23 


Concrete slab or deck 


NA 


R-22 


Above-grade walls (/?-vaIue) 

Framed 


No framing 


Metal framing 


Wood framing 








/?-value cavity 


NA 


R-13 


R13 


/?-value continuous 


NA 


R-4 


R-3 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


NA 


R-13 


R-13 


i?- value continuous 


R-9 


R-3 


R-3 


Other masonry walls 








/?-value cavity 


NA 


R-13 


R13 


/?- value continuous 


R-10 


R-4 


R-3 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITOONA^ALUE 


Skylights (^/-factor) 


0.6 


Slab or below-grade wall (/?- value) 


R-12 


Windows and glass doors 

PF < 0.25 


SHGC 


iZ-factor 


0.7 


0.4 


0.25 <PF< 0.50 


Any 


0.4 


PF>0.50 


Any 


0.4 


Roof assemblies (/?-value) 

All-wood joist/truss 


Insulation between framing 


Continuous insulation 


R-30 


R-23 


Metal joist/truss 


R-30 


R-24 


Concrete slab or deck 


NA 


R-23 


Metal purlin with thermal block 


X 


R-24 


Metal purlin without thermal block 


X 


R-24 


Floors over outdoor air or unconditioned space (if-value) 

All- wood joist/truss 


insulation between framing 


Continuous insulation 


R-25 


R-22 


Metal joist/truss 


R-30 


R-23 


Concrete slab or deck 


NA 


R-22 


Above-grade walls (/?-value) 

Framed 


No framing 


i^etal framing 


Wood framing 








/?-value cavity 


NA 


R-13 


R-13 


/?-value continuous 


NA 


R-4 


R-3 


CMU, > 8 inches, with integral insulation 








;?- value cavity 


NA 


R-13 


R-13 


/?-value continuous 


R-9 


R-3 


R-3 


Other masonry walls 








^- value cavity 


NA 


R-13 


R-13 


/?- value continuous 


R-10 


R-4 


R-3 



(continued) 
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ACCEPTABLE PRACTICE FOR COMMERCBAL BUILODESSG 



TABLE 802.2(36)— cootSnoed 
BUDLDBB^G ENVELOPE REOOBREWSEI^TS^ ^^''^^s^ ® - CLISiATE ZONE 18 



WINDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELERflENT 


CONDmONA/ALUE 


Skylights (^-factor) 


X 


Slab or Wow-grade waM (R-w&Me) 


X 


Windows amid glass doors 
PF < 0.25 


SHGC 


Wactor 


X 


X 


0.25 <PF< 0.50 


X 


X 


PF>0.50 


X 


X 


Roof assembOes (if-valmie) 
All-wood joist/truss 


Dnsulation between framing 


Continuous insulation 


X 


X 


Metal joist/truss 


X 


X 


Concrete slab or deck 


X 


X 


Metal purlin with thermal block 


X 


X 


Metal purlin without thermal block 


X 


X 


Floors over outdoor air or encomiditioned space (if-valee) 
All-wood joist/truss 


Dnsulation between framong 


Continuous ensuDatlon 


X 


X 


Metal joist/truss 


X 


X 


Concrete slab or deck 


X 


X 


Above-grade walls (i?-vatae) 
Framed 


No framing 


Metal framing 


Wood framing 








/?- value cavity 


NA 


X 


X 


/?- value continuous 


NA 


X 


X 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


X 


X 


X 


/?- value continuous 


X 


X 


X 


Other masonry walls 








/?- value cavity 


X 


X 


X 


A- value continuous ^..^ , _ 


X 


X 


X 


WBNDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA 


ELEfiyiENT 


CONDITDONA/ALUE 


Skylights (£/-factor) 


X 


Slab or below-grade wall (if-valiue) 


X 


Windows and glass doors 
PF < 0.25 


SHGC 


W-factor 


X 


X 


0.25 < PF < 0.50 


X 


X 


PF>0.50 


X 


X 


Roof asseofiibiSes (if- value) 
All- wood joist/truss 


Dnsulation between framing 


Continuous insulation 


X 


X 


Metal joist/truss 


X 


X 


Concrete slab or deck 


X 


X 


Metal purlin with thermal block 


X 


X 


Metal purlin without thermal block 


X 


X 


Floors over outdoor air or umicoeditioinied space (^-vaBiuie) 
All-wood joist/truss 


OnsuBation between framing 


Continuous insulation 


X 


X 


Metal joist/truss 


X 


X 


Concrete slab or deck 


X 


X 


Above-grade walls (i^-vatae) 
Framed 


No framing 


Metal framing 


Wood framing 








/?- value cavity 


NA 


X 


X 


7?- value continuous 


NA 


X 


X 


CMU, > 8 inches, with integral insulation 








/?- value cavity 


X 


X 


X 


/?- value continuous 


X 


X 


X 


Other masonry walls 








/?- value cavity 


X 


X 


X 


/?-value continuous 


X 


X 


X 



For SI: I inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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ACCEPTABLE PRACTICE FOR COMMERCIAL BUILDBNGS 



TABLE 802.2(37) 
BUILDBNG ENVELOPE REQUIREMENTS^ ^'^'^^"9^® - CLIMATE ZONE 19 



WINDOW AND GLAZED DOOR AREA 10 PERCENT OR LESS OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights (^/-factor) 


0.6 


Slab or below-grade wall (if-value) 


R-12 


Windows and glass doors 

PF < 0.25 


SHGC 


iAfactor 


0.7 


0.5 


0.25 < PF < 0.50 


Any 


0.5 


PF > 0.50 


Any 


0.5 


Roof assemblies (/f-value) 

All- wood joist/truss 


Bnsulation between framing 


Continuous insulation 


R-30 


R-23 


Metal joist/truss 


R-30 


R-24 


Concrete slab or deck 


NA 


R-23 


Metal purlin with thennal block 


X 


R-24 


Metal purlin without thermal block 


X 


R-24 


Floors over outdoor air or unconditioned space (if-value) 

All-wood joist/truss 


Bnsulation between framing 


Continuous insulaHion 


R-25 


R-22 


Metal joist/truss 


R-30 


R-23 


Concrete slab or deck 


NA 


R-22 


Above-grade walls (K-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?-value cavity 


NA 


R-13 


R-13 


7?-value continuous 


NA 


R-4 


R-3 


CMU, > 8 inches, with integral insulation 








/?-value cavity 


NA 


R-13 


R-13 


/?- value continuous 


R-9 


R-3 


R-3 


Other masonry walls 








/?-value cavity 


NA 


R-13 


R-13 


/?- value continuous 


R-10 


R-4 


R-3 


WINDOW AND GLAZED DOOR AREA GREATER THAN 10 PERCENT BUT NOT GREATER THAN 25 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDITION/VALUE 


Skylights (^-factor) 


0.6 


Slab or below-grade wall (i?-value) 


R-12 


Windows and glass doors 

PF < 0.25 


SHGC 


iAfactor 


0.7 


0.4 


0.25 < PF < 0.50 


Any 


0.4 


PF > 0.50 


Any 


0.4 


Roof assemblies (If-value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-30 


R-23 


Metal joist/truss 


R-30 


R-24 


Concrete slab or deck 


NA 


R-23 


Metal purlin with thermal block 


X 


R-24 


Metal purlin without thermal block 


X 


R-24 


Floors over outdoor air or unconditioned space (if -value) 

All- wood joist/truss 


Insulation between framing 


Continuous insulation 


R-25 


R-22 


Metal joist/truss 


R-30 


R-23 


Concrete slab or deck 


NA 


R-22 


Above-grade walls (i?-value) 

Framed 


No framing 


Metal framing 


Wood framing 








/?-value cavity 


NA 


R-13 


R-13 


/?-value continuous 


NA 


R-4 


R-3 


CMU, > 8 inches, with integral insulation 








/?-value cavity 


NA 


R-13 


R-13 


/?-value continuous 


R-9 


R-3 


R-3 


Other masonry walls 








/?- value cavity 


NA 


R-13 


R-13 


7?- value continuous 


R-IO 


R-4 


R-3 



(continued) 
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ACCEPTABLE PRACTICE FOR COiillW3ERC0AL BUBLODIMG 



TABLE 802.2(37)— coofDOoed 
BUBLDBNG EWELOFE REQUBREEVaEiVITS«*''''°"9^® - CLIMATE Z0iS9E 19 



WBNDOW AND GLAZED DOOR AREA GREATER THAN 25 PERCENT BUT NOT GREATER THAN 40 PERCENT OF ABOVE-GRADE WALL AREA 


ELEMENT 


CONDDTION/VALUE 


Skylights (^-factor) 


X 


Slab or Ibelow-grade wall (if-vaiue) 


X 


Windows and glass doors 
PF < 0.25 


SHGC 


iAfactor 


X 


X 


0.25 < PF < 0.50 


X 


X 


PF>0.50 


X 


X 


Roof assemblies (i?-valee) 
All- wood joist/truss 


Dnsulation between framing 


Continuous insulation 


X 


X 


Metal joistytruss 


X 


X 


Concrete slab or deck 


X 


X 


Metal purlin with thermal block 


X 


X 


Metal purlin without thermal block 


X 


X 


Floors over ooltdoor air or encoEditiooed space (i?-vake) 
All-wood joisL/truss 


Dnsulation between framing 


Continuous insulation 


X 


X 


Metal joist/truss 


X 


X 


Concrete slab or deck 


X 


X 


Above-grade wails (R-walue) 
Framed 


No framing 


Metal framing 


Wood framing 








/?- value cavity 


NA 


X 


X 


/?- value continuous 


NA 


X 


X 


CMU, > 8 inches, with integral insulation 








/?-value cavity 


X 


X 


X 


/?-value continuous 


X 


X 


X 


Other masonry walls 








/?-value cavity 


X 


X 


X 


/?-value continuous 


X 


X 


X 


WINDOW AND GLAZED DOOR AREA GREATER THAN 40 PERCENT BUT NOT GREATER THAN 50 PERCENT OF ABOVE-GRADE WALL AREA | 


ELEWIENT 


CONDDTDONA/ALUE 


Skylightts (^/-facltor) 


X 


Slab or below-grade wall (if -value) 


X 


Windows and glass doors 
PF<0.25 


SHGC 


factor 


X 


X 


0.25 < PF < 0.50 


X 


X 


PF>0.50 


X 


X 


Roof assemblies (i^f-vaiiuie) 
All-wood joist/truss 


Dnsulation between framing 


Continuous insulation 


X 


X 


Metal joist/truss 


X 


X 


Concrete slab or deck 


X 


X 


Metal purlin with thermal block 


X 


X 


Metal purlin without thermal block 


X 


X 


Floors over outdoor air or encomditiomied space (if-valee) 
All- wood joist/truss 


Insulation between framing 


Continuous insulation 


X 


X 


Metal joist/truss 


X 


X 


Concrete slab or deck 


X 


X 


Above-grade walls (if-valme) 
Framed 


No framing 


Metal frammg 


Wood framing 








/?- value cavity 


NA 


X 


X 


i?- value continuous 


NA 


X 


X 


CMU, > 8 inches, with integral insulation 








i?- value cavity 


X 


X 


X 


/?- value continuous 


X 


X 


X 


Other masonry walls 








/?- value cavity 


X 


X 


X 


/?- value continuous 


X 


X 


X 



For SI: 1 inch = 25.4 mm. 

a. Values from Tables 802.2(5) through 802.2(37) shall be used for the purpose of the completion of Tables 802.2(1) through 802.2(4), as applicable based on win- 
dow and glazed door area. 

b. "NA" indicates the condition is not applicable. 

c. An /?- value of zero indicates no insulation is required. 

d. "Any" indicates any available product will comply. 

e. "X" indicates no complying option exists for this condition. 
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SECTION 901 
OEWERAL 

ScopSo The criteria of this chapter estabUsh design con- 
ditions based on political boundaries for use with climate-de- 
pendent requirements in Chapters 5, 6 and 8, as applicable. 



SECTION 902 
CLBMATE ZONES 

GeeeraL The cHmate zone for use in Table 302.1 shall 
be selected from the applicable map in Figures 902.1(1) 
through 902.1(51) corresponding to the state and county of 
each jurisdiction. 
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Zone 


County 


Zone County 


6B 


Autauga (H) 


4B 


Houston (H) 


4B 


Baldwin (H) 


8 


Jackson 


5A 


Barbour (H) 


6B 


Jefferson (H) 


68 


Bibb (H) 


7A 


Lamar 


7A 


Blount 


8 


Lauderdale 


5A 


Bullock (H) 


8 


Lawrence 


5A 


Butler (H) 


6B 


Lee (H) 


6B 


Calhoun (H) 


8 


Limestone 


6B 


Chambers (H) 


5A 


Lowndes (H) 


7A 


Cherokee 


6B 


Macon (H) 


6B 


Chilton (H) 


8 


Madison 


5A 


Choctaw (H) 


5A 


Marengo (H) 


i 5A 


Clarke (H) 


7A 


Marion 


\ 7A 


Clay 


8 


Marshall 


i 7A 


Cleburne 


4B 


Mobile (H) 


^ 4B 


Coffee (H) 


5A 


Monroe (H) 


^ ^ 


Colbert (H) 


6B 


Montgomery (H) 


^ 5A 


Conecuh (H) 


8 


Morgan 


1 6B 


Coosa (H) 


5A 


Perry (H) 


V 4B 


Covington (H) 


6B 


Pickens (H) 


' \ ^^ 


Crenshaw (H) 


5A 


Pike (H) 


I '^^ 


Cullman 


7A 


Randolph 


k 4B 


Dale (H) 


5A 


Russell (H) 


1 ^^ 


Dallas (H) 


6B 


Shelby (H) 


i. ^ 


De Kalb 


6B 


St Clair (H) 


P> 6B 


Elmore (H) 


5A 


Sumter (H) 


h ' 4B 


Escambia (H) 


6B 


Talladega (H) 


1 7A 


Etowah 


6B 


Tallapoosa (H) 


( 7A 


Fayette 


6B 


Tuscaloosa (H) 


lU 8 


Franklin 


6B 


Walker (H) 


XXm 4B 


Geneva (H) 


5A 


Washington (H) 


TOOT 5A 


Greene (H) 


5A 


Wilcox (H) 


ffira 5A 


Hale (H) 


7A 


Winston 


^W "^^ 


Henry (H) 
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a. Counties identified with (H) shall be considered "hot and humid climate areas" for purposes of the application of Section 502.1 .1 . 

FIGURE 902.1(1) 
ALABAMA^ 
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Anchorage 
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Lake and Peninsula 
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Annette Island 
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Bering Straits 
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Lower Yukon 
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Bristol Bay 
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Matanuska-Susitna 
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Chatham 
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North Slope 
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Chugach 


19 


Northwest Arctic 


18 


Copper River 


17 


Pribilof Islands 
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18 


Delta/Greely 


15 


Sitka 


18 


Denali 


15 


Southeast Island 




18 


Fairbanks North Star 


17 


Southwest Region 
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16 


Haines 


17 


Yakutat 
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19 


Iditarod Area 


19 


Yukon Flats 
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Juneau 
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Yukon-Koyukuk 
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Yupiit 
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I a. Borough refers to boroughs, united home rule municipalities and regional education attendance areas. 

FBGURE 902.1(2) 
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Zone 


County 


13B 


Apache 


6B 


Cochise 


14A 


Coconino 


8 


Gila 


6B 


Graham 


6B 


Greenlee 


3C 


La Paz 


3C 


Maricopa 


7B 


Mohave 


10B 


Navajo 


4B 


Pima 


4B 


Pinal 


6B 


Santa Cruz 


10B 


Yavapai 


3C 


Yuma 
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FIGURE 902.1(3) 
ARIZONA 
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Zone 6B 
Zone 7B 
Zone 8 
Zone 9B 



Zom 


i Couoty 






6B 


Arkansas (H) 


7B 


Lee (H) 


6B 


Ashley (H) 


6B 


Lincoln (H) 


9B 


Baxter 


6B 


Little River (H) 


9B 


Benton 


7B 


Logan (H) 


9B 


Boone 


7B 


Lonoke (H) 


6B 


Bradley (H) 


9B 


Madison 


6B 


Calhoun (H) 


9B 


Marion 


9B 


Carroll 


6B 


Miller (H) 


6B 


Chicot (H) 


8 


Mississippi 


6B 


Clark (H) 


7B 


Monroe (H) 


8 


Clay 


8 


Montgomery 


8 


Cleburne 


6B 


Nevada (H) 


6B 


Cleveland (H) 


9B 


Newton 


6B 


Columbia (H) 


6B 


Ouachita (H) 


7B 


Conway (H) 


7B 


Perry (H) 


8 


Craighead 


7B 


Phillips (H) 


8 


Crawford 


78 


Pike (H) 


7B 


Crittenden (H) 


8 


Poinsett 


7B 


Cross (H) 


8 


Polk 


6B 


Dallas (H) 


8 


Pope 


6B 


Desha (H) 


7B 


Prairie (H) 


6B 


Drew (H) 


7B 


Pulaski (H) 


7B 


Faulkner (H) 


8 


Randolph 


8 


Franklin 


7B 


Saline (H) 


8 


Fulton 


7B 


Scott (H) 


7B 


Garland (H) 


9B 


Searcy 


6B 


Grant (H) 


8 


Sebastian 


8 


Greene 


7B 


Sevier (H) 


7B 


Hempstead (H) 


8 


Sharp 


7B 


Hot Spring (H) 


7B 


St Francis (H) 


7B 


Howard (H) 


9B 


Stone 


8 


Independence 


6B 


Union (H) 


8 


Izard 


8 


Van Buren 


8 


Jackson 


9B 


Washington 


6B 


Jefferson (H) 


7B 


White (H) . 


8 


Johnson 


7B 


Woodruff (H) 


6B 


Lafayette (H) 


7B 


Yell (H) 


8 


Lawrence 







I a. Counties identified with (H) shall be considered "hot and humid climate areas" for purposes of the application of Section 502.1 .1 . 
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Zone 


County 


Zone 


County 


5 


6A 


Alameda 


6A 


Monterey 


m 
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15 


Alpine 


6A 


Napa 


8 


Amador 


11A 


Nevada 


"0 


6B 


Butte 


4A 


Orange 




8 


Calaveras 


8 


Placer 




6B 


Colusa 


138 


Plumas 




6A 


Contra Costa 


4B 


Riverside 




9A 


Del Norte 


68 


Sacramento 




8 


El Dorado 


68 


San Benito 




6B 


Fresno 


48 


San Bernardino 




68 


Glenn 


3A 


San Diego 




9A 


Humboldt 


6A 


San Francisco 




3A 


Imperial 


6A 


San Joaquin 




98 


Inyo 


6A 


San Luis Obispo 




58 


Kern 


6A 


San Mateo 




68 


Kings 


5A 


Santa Barbara 




8 


Lake 


6A 


Santa Clara 




138 


Lassen 


6A 


Santa Cruz 




4A 


Los Angeles 


68 


Shasta 




68 


Madera 


11A 


Sierra 




6A 


Marin 


11A 


Siskiyou 




8 


Mariposa 


6A 


Solano 




8 


Mendocino 


6A 


Sonoma 




68 


Merced 


68 


Stanislaus 




15 


Modoc 


68 


Sutter 




15 


Mono 


68 

9B 

68 

8 

4A 

68 
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Tehama 

Trinity 

Tulare 

Tuolumne 

Ventura 

Yolo 

Yuba 





FBGUFSE 902.1(5) 
CALIFORNBA 






m 

I 

o 




< 

O 

o 

m 
< 

© 

o 
a 

o 




II Zone 11 B 
Zone 13B 
I Zone 15 
Zone 1 6 

lllllll Zone 17 



Zone 

13B 

16 

13B 

16 

11B 

118 

13B 

16 

13B 

17 

16 

16 

118 

16 

138 

138 

15 

138 

15 

138 

138 

118 

15 

138 

17 

17 

17 

118 

17 

138 

138 
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Adams 

Alamosa 

Arapahoe 

Archuleta 

Baca 

Bent 

Boulder 

Chaffee 

Cheyenne 

Clear Creek 

Conejos 

Costilla 

Crowley 

Custer 

Delta 

Denver 

Dolores 

Douglas 

Eagle 

El Paso 

Elbert 

Fremont 

Garfield 

Gilpin 

Grand 

Gunnison 

Hinsdale 

Huerfano 

Jackson 

Jefferson 

Kiowa 

Kit Carson 



Zone 


Coynty 


15 


La Plata 


17 


Lake 


138 


Larimer 


118 


Las Animas 


138 


Lincoln 


138 


Logan 


138 


Mesa 


17 


Mineral 


15 


Moffat 


15 


Montezuma 


138 


Montrose 


138 


Morgan 


118 


Otero 


15 


Ouray 


17 


Park 


138 


Phillips 


17 


Pitkin 


118 


Prowers 


118 


Pueblo 


15 


Rio Blanco 


17 


Rio Grande 


17 


Routt 


16 


Saguache 


17 


San Juan 


15 


San Miguel 


138 


Sedgwick 


17 


Summit 
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Teller 


138 


Washington 
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Weld 


138 


Yuma 
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Zone 


County 


12A 


Fairfield 


13A 


Hartford 


14A 


Litchfield 
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Middlesex 


12A 


New Haven 
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New London 
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Windham 
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RGURE 902.1(7) 
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Zom 


' County 


Zom 


Couinty 


3B 


Alachua (H) 


2A 


Lake (H) 


3B 


Baker (H) 


IB 


Lee (H) 


4B 


Bay (H) 


48 


Leon (H) 


38 


Bradford (H) 


2A 


Levy (H) 


2A 


Brevard (H) 


48 


Liberty (H) 


18 


Broward (H) 


38 


Madison (H) 


48 


Calhoun (H) 


2A 


Manatee (H) 


2A 


Charlotte (H) 


2A 


Marion (H) 


2A 


Citrus (H) 


18 


Martin (H) 


38 


Clay (H) 


1B 


Monroe (H) 


18 


Collier (H) 


38 


Nassau (H) 


38 


Columbia (H) 


48 


Okaloosa (H) 


18 


Dade (H) 


2A 


Okeechobee (H) 


2A 


De Soto (H) 


2A 


Orange (H) 


38 


Dixie (H) 


2A 


Osceola (H) 


38 


Duval (H) 


IB 


Palm Beach (H) 


48 


Escambia (H) 


2A 


Pasco (H) 


38 


Flagler (H) 


2A 


Pinellas (H) 


48 


Franklin (H) 


2A 


Polk (H) 


48 


Gadsden (H) 


38 


Putnam (H) 


38 


Gilchrist (H) 


48 


Santa Rosa (H) 


18 


Glades (H) 


2A 


Sarasota (H) 


48 


Gulf(H) 


2A 


Seminole (H) 


38 


Hamilton (H) 


3B 


St Johns (H) 


2A 


Hardee (H) 


2A 


St Lucie (H) 


18 


Hendry (H) 


2A 


Sumter (H) 


2A 


Hernando (H) 


38 


Suwannee (H) 


2A 


Highlands (H) 


38 


Taylor (H) 


2A 


Hillsborough (H) 


38 


Union (H) 


48 


Holmes (H) 


2A 


Volusia (H) 


2A 


Indian River (H) 


4B 


Wakulla (H) 


48 


Jackson (H) 


48 


Walton (H) 


48 


Jefferson (H) 


48 


Washington (H) 


38 


Lafayette (H) 
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Zone 2A 
Zone SB 

Zone 48 



I a. Counties identified with (H) shall be considered "hot and humid climate areas" for purposes of the application of Section 502.1 .1 . 

FflGURE 902.1(10) 
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Zone County 

4B Appling (H) 

4B Atkinson (H) 

4B Bacon (H) 

4B Baker (H) 

6B Baldwin (H) 

7A Banks 
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Ben Hill (H) 
Berrien (H) 
Bibb (H) 
Bleckley (H) 
Brantley (H) 
Brooks (H) 
Bryan (H) 
Bulloch (H) 
Burke (H) 
Butts 

Calhoun (H) 
Camden (H) 
Candler (H) 
Carroll 
Catoosa 
Charlton (H) 
Chatham (H) 
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Zone County 

5A Chattahoochee (H) 

8 Chattooga 

8 Cherokee 

7A Clarke 

5A Clay (H) 

7A Clayton 

4B Clinch (H) 

7A Cobb 

5A Coffee (H) 

4B Colquitt (H) 

6B Columbia (H) 

4B Cook (H) 

7A Coweta 

5A Crawford (H) 

5A Crisp (H) 

8 Dade 

8 Dawson 

7A De Kalb 

4B Decatur (H) 

5A Dodge (H) 

5A Dooly (H) 

5A Dougherty (H) 
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I a. Counties identified with (H) shall be considered "hot and humid climate areas" for purposes of the application of Section 502.1 .1 . 
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I a. Counties identified with (H) shall be considered "hot and humid climate areas" for purposes of the application of Section 502.1 .1 . 
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a. Counties identified with (H) shall be considered "hot and humid climate areas" for purposes of the application of Section 502.1 .1 . 
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Montgomery 
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108 
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118 


Carroll 
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Talbot 
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Isanti 


16 
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16 


Stevens 


16 
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Adams (H) 
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Leflore (H) 
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Alcorn 


5A 


Lincoln (H) 
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Amite (H) 
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Lowndes (H) 
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Attala (H) 


6B 


Madison (H) 
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7B 


Benton 


4B 


Marion (H) 
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6B 


Bolivar (H) 


7B 


Marshall 
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Calhoun (H) 
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Monroe (H) 
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Carroll (H) 


6B 


Montgomery (H) 
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Chickasaw (H) 


6B 


Neshoba (H) 




6B 


Choctaw (H) 


6B 


Newton (H) 
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Claiborne (H) 
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Noxubee (H) 
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Clarke (H) 
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Clay (H) 
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7B 
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Pearl River (H) 
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Copiah (H) 
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Perry (H) 
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Covington (H) 
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Pike (H) 
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De Soto 
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Pontotoc 




5A 


Forrest (H) 


7B 


Prentiss 
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Franklin (H) 
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Quitman 
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George (H) 
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Rankin (H) 




5A 


Greene (H) 


6B 


Scott (H) 
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Hancock (H) 


5A 
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Jones (H) 
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Webster (H) 




6B 
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Leake (H) 
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7B 


Lee 


6B 


Yazoo (H) 





I a. Counties identified with (H) shall be considered "hot and humid climate areas" for purposes of the application of Section 502.1 .1 . 
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12B Adair 

12B Andrew 

13B Atchison 

12B Audrain 

9B Barry 

10B Barton 
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11 B Benton 

10B Bollinger 

11 B Boone 

12B Buchanan 
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12B Caldwell 
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12B Carroll 

10B Carter 
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13B Clark 
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9B 
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11B 



County 

Clinton 

Cole 
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Crawford 
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11B 

12B 

12B 

12B 




County 

Gentry 

Greene 

Grundy 

Harrison 

Henry 

Hickory 

Holt 

Howard 

Howell 

Iron 

Jackson 
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Johnson 
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Lafayette 

Lawrence 
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Lincoln 
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Livingston 
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McDonald 

Mercer 

Miller 

Mississippi 

Moniteau 

Monroe 

Montgomery 

Morgan 

New Madrid 

Newton 
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Oregon 
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Perry 

Pettis 

Phelps 

Pike 

Platte 

Polk 
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Putnam 
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Ray 
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Reynolds 

Ripley 

Saline 

Schuyler 

Scotland 

Scott 

Shannon 

Shelby 

St Charles 
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Ste Genevieve 

Stoddard 

Stone 

Sullivan 
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Texas 
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Warren 
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Wayne 

Webster 

Worth 

Wright 
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Deuel 
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Gosper 
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Johnson 


13B 


Merrick 
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Polk 
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Sioux 
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Antelope 
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Cedar 
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Dixon 
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Grant 
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Kearney 
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Morrill 
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Red Willow 
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Stanton 
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Arthur 
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Chase 
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Dodge 
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Keith 
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Nance 
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Richardson 
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Thayer 
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Banner 
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Cherry 
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Douglas 
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Hall 
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Keya Paha 
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Rock 
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Blaine 
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Cheyenne 
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Hamilton 
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Kimball 
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13B 


Saline 
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Thurston 
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Sullivan 
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Quay 


13B 


Colfax 
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Rio Arriba 


9B 


Curry 
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Roosevelt 


9B 


De Baca 
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San Juan 
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Dona Ana 
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San Miguel 


7B 


Eddy 
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Sandoval 


9B 


Grant 


13B 


Santa Fe 


9B 


Guadalupe 
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Socorro 
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Clinton 
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Columbia 
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Cortland 
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Delaware 
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Dutchess 
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Erie 


16 


Essex 
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Franklin 


15 


Fulton 


14A 


Genesee 
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Greene 
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Hamilton 


15 


Herkimer 


15 


Jefferson 
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Lewis 
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Livingston 
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Madison 
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Monroe 
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Montgomery 
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Nassau 
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Niagara 
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Oneida 
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Orange 
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Otsego 
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Putnam 
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Queens 
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Rensselaer 
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Richmond 
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Rockland 
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Saratoga 
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Schenectady 
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Schoharie 
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Schuyler 
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Seneca 


15 


St Lawrence 
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Steuben 
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Suffolk 
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Sullivan 
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Tioga 
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Tompkins 
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Ulster 
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Washington 
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Westchester 
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Wyoming 
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Yates 
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7A 
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Robeson 
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6B 
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Rutherford 
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Durham 


9B 


Henderson 


7A 


Martin 


7A 


Pasquotank 


6B 
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7A 


Washington 
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6B 


Beaufort (H) 


9B 


Cherokee 


7A 


Edgecombe 


7A 


Hertford 


8 


McDowell 


6B 


Pender (H) 


7A 


Scotland 


11A 


Watauga 


m 


7A 


Bertie 


7A 


Chowan 


8 


Forsyth 


7A 


Hoke 


7A 


Mecklenburg 


7A 


Perquimans 


7A 


Stanly 


7A 


Wayne 


^ 


6B 


Bladen (H) 


9B 


Clay 


8 


Franklin 


6B 


Hyde (H) 


11A 


Mitchell 


8 


Person 


9B 


Stokes 


9B 


Wilkes 


-^ 


6B 


Brunswick (H) 


7A 


Cleveland 


7A 


Gaston 


8 


Iredell 


7A 


Montgomery 


7A 


Pitt 


9B 


Surry 


7A 


Wilson 


98 


Buncombe 


6B 


Columbus (H) 


7A 


Gates 


9B 


Jackson 


7A 


Moore 


7A 


Polk 


9B 


Swain 


8 


Yadkin 


m 

m 

o 
© 

p 


8 


Burke 


SB 


Craven (H) 


9B 


Graham 


7A 


Johnston 


7A 


Nash 


8 


Randolph 


9B 


Transylvania 


11A 


Yancey 


7A 


Cabarrus 


7A 


Cumberland 


8 


Granville 


6B 


Jones (H) 




















'^=^/^ Zone 6B 
?^;^ Zone 7A 
^^^ Zone 8 
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a. Counties identified with (H) shall be considered "hot and humid climate areas" for purposes of the application of Section 502.1 .1 . 

FQGURE 902.11(34) 
HOmn CAROLDNA^ 
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Zooe 


County 


Zone 


County 


16 


Adams 


16 


Burleigh 


17 


Barnes 


17 


Cass 


17 


Benson 


17 


Cavalier 


16 


Billings 


16 


Dickey 


17 


Bottineau 


17 


Divide 


16 


Bowman 


16 


Dunn 


17 


Burke 


17 


Eddy 



Zone 


County 


16 


Emmons 


17 


Foster 


16 


Golden Valley 


17 


Grand Forks 


16 


Grant 


17 


Griggs 


16 


Hettinger 



Zone 


County 


Zone 


County 


Zone 


County 


Zone 


County 


Zone 


County 


17 


Kidder 


16 


Mercer 


17 


Ramsey 


17 


Sheridan 


17 


Towner 


16 


La Moure 


16 


Morton 


16 


Ransom 


16 


Sioux 


17 


Traill 


16 


Logan 


17 


Mountrail 


17 


Renville 


16 


Slope 


17 


Walsh 


17 


McHenry 


17 


Nelson 


16 


Richland 


16 


Stark 


17 


Ward 


16 


Mcintosh 


16 


Oliver 


17 


Rolette 


17 


Steele 


17 


Wells 


16 


McKenzie 


17 


Pembina 


16 


Sargent 


17 


Stutsman 


17 


Williams 


17 


McLean 


17 


Pierce 
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Zone 16 
Zone 17 



FIGURE 902.1(35) 
NORTH DAKOTA 
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Zone 11 B 
Zone 12A 
Zone 12B 
Zone 13A 
Zone 1 38 
Zone 14A 



ZO^DG 


CooBity 


Zone 


County 


11B 


Adams 


12B 


Licking 


13B 


Allen 


13A 


Logan 


ISA 


Ashland 


13A 


Lorain 


13A 


Ashtabula 


14A 


Lucas 


11B 


Athens 


12B 


Madison 


13B 


Auglaize 


13A 


Mahoning 


12A 


Belmont 


13A 


Marion 


11B 


Brown 


13A 


Medina 


12B 


Butler 


11B 


Meigs 


13A 


Carroll 


13B 


Mercer 


13A 


Champaign 


13A 


Miami 


ISA 


Clark 


12A 


Monroe 


11B 


Clermont 


12B 


Montgomery 


12B 


Clinton 


12A 


Morgan 


13A 


Columbiana 


13A 


Morrow 


12B 


Coshocton 


12B 


Muskingum 


13A 


Crawford 


12A 


Noble 


13A 


Cuyahoga 


13A 


Ottawa 


13A 


Darke 


14A 


Paulding 


14A 


Defiance 


12A 


Perry 


13A 


Delaware 


128 


Pickaway 


13A 


Erie 


11B 


Pike 


12A 


Fairfield 


13A 


Portage 


12B 


Fayette 


12B 


Preble 


12B 


Franklin 


13B 


Putnam 


14A 


Fulton 


13A 


Richland 


11B 


Gallia 


12B 


Ross 


13A 


Geauga 


13A 


Sandusky 


12B 


Greene 


11B 


Scioto 


12B 


Guernsey 


13A 


Seneca 


11B 


Hamilton 


13A 


Shelby 


13A 


Hancock 


13A 


Stark 


13A 


Hardin 


13A 


Summit 


13A 


Harrison 


13A 


Trumbull 


14A 


Henry 


13A 


Tuscarawas 


11B 


Highland 


13A 


Union 


12A 


Hocking 


13B 


Van Wert 


13A 


Holmes 


11B 


Vinton 


13A 


Huron 


12B 


Warren 


11B 


Jackson 


11B 


Washington 


13A 


Jefferson 


13A 


Wayne 


13A 


Knox 


14A 


Williams 


13A 


Lake 


14A 


Wood 


11B 


Lawrence 


13A 


Wyandot 
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Zone 


County 


Zone 


County 


Zone 


County 


Zone 


County 


Zone 


County 


Zone 


County 


Zone 


County 


Zone 


County 


8 


Adair 


8 


Cherokee 


8 


Delaware 


7B 


Haskell 


7B 


Lincoln 


7B 


Muskogee 


8 


Payne 


78 


Stephens 


9B 


Alfalfa 


6B 


Choctaw (H) 


9B 


Dewey 


7B 


Hughes 


8 


Logan 


8 


Noble 


78 


Pittsburg 


108 


Texas 


7B 


Atoka 


10B 


Cimarron 


9B 


Ellis 


7B 


Jackson 


6B 


Love (H) 


98 


Nowata 


78 


Pontotoc 


78 


Tillman 


10B 


Beaver 


7B 


Cleveland 


8 


Garfield 


6B 


Jefferson (H) 


9B 


Major 


78 


Okfuskee 


78 


Pottawatomie 


8 


Tulsa 


8 


Beckham 


7B 


Coal 


7B 


Garvin 


6B 


Johnston (H) 


6B 


Marshal! (H) 


8 


Oklahoma 


6B 


Pushmataha (H) 


8 


Wagoner 


8 


Blaine 


7B 


Comanche 


7B 


Grady 


9B 


Kay 


8 


Mayes 


8 


Okmulgee 


9B 


Roger Mills 


98 


Washington 


7B 


Bryan 


7B 


Cotton 


9B 


Grant 


8 


Kingfisher 


7B 


McClain 


8 


Osage 


98 


Rogers 


8 


Washita 


8 


Caddo 


9B 


Craig 


7B 


Greer 


7B 


Kiowa 


7B 


McCurtain 


9B 


Ottawa 


7B 


Seminole 


98 


Woods 


8 


Canadian 


8 


Creek 


7B 


Harmon 


7B 


Latimer 


7B 


Mcintosh 


8 


Pawnee 


78 


Sequoyah 


98 


Woodward 


68 


Carter (H) 


8 


Custer 


9B 


Harper 


7B 


Le Flore 


7B 


Murray 
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I a. Counties identified with (H) shall be considered "hot and humid climate areas" for purposes of the application of Section 502.1 .1 . 



FIGURE 902.1(37) 
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A\._ ^ ;,{■/- -^/^^i 



Zone 


Coyraty 


15 


8aker 


10A 


Benton 


10A 


Clackamas 


11A 


Clatsop 


11A 


Columbia 


9A 


Coos 


14A 


Crook 


9A 


Curry 


14A 


Deschutes 


9A 


Douglas 


12A 


Gilliam 


15 


Grant 


15 


Harney 


12A 


Hood River 


11A 


Jackson 


13B 


Jefferson 


9A 


Josephine 


14A 


Klamath 


15 


Lake 


10A 


Lane 


11A 


Lincoln 


10A 


Linn 


12B 


Malheur 


10A 


Marion 


12A 


Morrow 


10A 


Multnomah 


10A 


Polk 


13B 


Sherman 


11A 


Tillamook 


12A 


Umatilla 


138 


Union 


15 


Wallowa 


138 


Wasco 


10A 


Washington 


138 


Wheeler 


10A 


Yamhill 


V/// 


J Zone9A 


t<^ 


^ ZonelOA 


1 


1 ZonellA 


\y::'::- 


1 Zone12Ai 


\:-^^-^- 


] Zone 128 1 
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3 Zone 138; 
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] Zone14A! 
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J Zone 15 1 
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FIGURE 902.1(38) 
OREGON 



m 



Zone Coynty 

11 B Adams 

12A Allegheny 

1 3B Armstrong 

12A Beaver 

13B Bedford 

12B Berks 



EV3 
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Zone County 

13B Blair 

15 Bradford 

11 B Bucks 

14A Butler 

13B Cambria 

15 Cameron 



Zone County 

13B Carbon 

13B Centre 

11 B Chester 

14A Clarion 

15 Clearfield 

13B Clinton 



Zone County 

13B Columbia 

14A Crawford 

12B Cumberland 

12B Dauphin 

10B Delaware 

15 Elk 



Zone County 

14A Erie 

12A Fayette 

15 Forest 

11 B Franklin 

12B Fulton 

1 2A Greene 



Zone County 

12B Huntingdon 

13B Indiana 

15 Jefferson 

12B Juniata 

14A Lackawanna 

11 B Lancaster 



Zone County 

1 4A Lawrence 

12B Lebanon 

12B Lehigh 

1 3B Luzerne 

13B Lycoming 

15 McKean 




Zone 

14A 

12B 

13B 

11B 

13B 

12B 

13B 

12B 

10B 

13B 

15 

13B 

13B 

13B 

14A 

15 

15 

13B 

14A 

14A 

12A 

15 

13B 

14A 

11B 



County 

Mercer 

Mifflin 

Monroe 

Montgomery 

Montour 

Northampton 

Northumberland 

Perry 

Philadelphia 

Pike 

Potter 

Schuylkill 

Snyder 

Somerset 

Sullivan 

Susquehanna 

Tioga 

Union 

Venango 

Warren 

Washington 

Wayne 

Westmoreland 

Wyoming 

York 
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Zone 1 0B 
Zone 11B 
Zone 12A 
Zone 12B 
Zone 13B 
EJZJ Zone 14A 
j I Zone 15 
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FIGURE 902.1(39) 
PENNSYLVANIA 
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Zone Coyolty 
12A Bristol 
12A Kent 
12A Newport 
14A Providence 
12A Washington 



Zone 12A 
Zone 14A 



FIGURE 902.11(40) 
RHODE BSLAMO 
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Zoos 


i Couolty 


Zone 


County 


7A 


Abbeville 


7A 


Greenwood 


6B 


Aiken (H) 


5A 


Hampton (H) 


5A 


Allendale (H) 


5A 


Horry (H) 


7A 


Anderson 


5A 


Jasper (H) 


5A 


Bamberg (H) 


7A 


Kershaw 


5A 


Barnwell (H) 


7A 


Lancaster 


5A 


Beaufort (H) 


7A 


Laurens 


5A 


Berkeley (H) 


6B 


Lee (H) 


6B 


Calhoun (H) 


6B 


Lexington (H) 


5A 


Charleston (H) 


68 


Marion (H) 


7A 


Cherokee 


68 


Marlboro (H) 


7A 


Chester 


68 


McCormick (H) 


7A 


Chesterfield 


68 


Newberry (H) 


6B 


Clarendon (H) 


7A 


Oconee 


5A 


Colleton (H) 


68 


Orangeburg (H) 


68 


Darlington (H) 


7A 


Pickens 


68 


Dillon (H) 


68 


Richland (H) 


5A 


Dorchester (H) 


6B 


Saluda (H) 


68 


Edgefield (H) 


7A 


Spartanburg 


7A 


Fairfield 


68 


Sumter (H) 


68 


Florence (H) 


7A 


Union 


5A 


Georgetown (H) 


68 


Williamsburg (H) 


7A 


Greenville 


7A 


York 



I a. Counties identified with (H) shall be considered "hot and humid climate areas" for purposes of the application of Section 502.1 .1 . 
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Zone 6B 
Zone 7A 



FBGURE 902.1(41) 
SOUTH CAROLINA^ 
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Zooe Coooliy 



Zone Coyoty 



15 

15 
15 



15 Aurora 

15 Beadle 
14B Bennett 
14B Bon Homme 15 

16 Brookings 
1 6 Brown 



Brule 

Buffalo 

Butte 

Campbell 
14B Charles Mix 
16 Clark 



Zone Counfty 

14B Clay 

16 Codington 
Corson 
Custer 
Davison 
Day 



15 
15 
15 
16 



Zone Couofty 

16 Deuel 

1 5 Dewey 

14B Douglas 

15 Edmunds 

15 Fall River 

15 Faulk 



Zone County 

16 Grant 

14B Gregory 

15 Haakon 

16 Hamlin 
15 Hand 
15 Hanson 



Zone County 



Zone County 



15 
15 



Harding 
Hughes 
14B Hutchinson 
15 Hyde 
14B Jackson 
15 Jerauld 



15 
15 

15 
15 
15 
15 



Jones 

Kingsbury 

Lake 

Lawrence 

Lincoln 

Lyman 




Zone 

16 

15 

16 

15 

14B 

15 

15 

15 

15 

15 

15 

16 

15 

15 

15 

15 

15 

14B 

14B 

15 

14B 

15 

14B 

15 



County 

IViarshall 

McCook 

McPherson 

Meade 

Mellette 

Miner 

Minnehaha 

Moody 

Pennington 

Perkins 

Potter 

Roberts 

Sanborn 

Shannon 

Spink 

Stanley 

Sully 

Todd 

Tripp 

Turner 

Union 

Walworth 

Yankton 

Ziebach 



^^ Zone 14B 
H-:t:l Zone 15 
te^ Zone 16 
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Zone 


County 


Zone 


County 


Zone 


County 


Zone 


County 


Zone 


County 


Zone 


County 


Zone 


County 


Zone 


County 


9B 


Anderson 


10B 


Claiborne 


108 


Fentress 


98 


Hawkins 


8 


Lauderdale 


8 


Meigs 


98 


Roane 


9B 


Trousdale 


8 


Bedford 


98 


Clay 


8 


Franklin 


8 


Haywood 


8 


Lawrence 


8 


Monroe 


98 


Robertson 


108 


Unicoi 


9B 


Benton 


98 


Cocke 


9B 


Gibson 


8 


Henderson 


8 


Lewis 


98 


Montgomery 


8 


Rutherford 


98 


Union 


8 


Bledsoe 


8 


Coffee 


8 


Giles 


98 


Henry 


8 


Lincoln 


8 


Moore 


108 


Scott 


98 


Van Buren 


8 


Blount 


8 


Crockett 


9B 


Grainger 


98 


Hickman 


8 


Loudon 


10B 


Morgan 


8 


Sequatchie 


98 


Warren 


8 


Bradley 


98 


Cumberland 


9B 


Greene 


98 


Houston 


98 


Macon 


98 


Obion 


98 


Sevier 


9B 


Washington 


10B 


Campbell 


8 


Davidson 


98 


Grundy 


98 


Humphreys 


8 


Madison 


98 


Overton 


78 


Shelby (H) 


8 


Wayne 


98 


Cannon 


98 


De Kalb 


98 


Hamblen 


98 


Jackson 


8 


Marion 


8 


Perry 


98 


Smith 


9B 


Weakley 


98 


Carroll 


8 


Decatur 


8 


Hamilton 


98 


Jefferson 


8 


Marshall 


108 


Pickett 


98 


Stewart 


98 


White 


108 


Carter 


98 


Dickson 


108 


Hancock 


108 


Johnson 


98 


Maury 


8 


Polk 


98 


Sullivan 


8 


Williamson 


98 


Cheatham 


8 


Dyer 


8 


Hardeman 


8 


Knox 


8 


McMinn 


98 


Putnam 


98 


Sumner 


98 


Wilson 


8 


Chester 


78 


Fayette (H) 


8 


Hardin 


9B 


Lake 


8 


McNairy 


8 


Rhea 


8 


Tipton 
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O I a. Counties identified with (H) shall be considered "hot and humid climate areas" for purposes of the application of Section 502.1 .1 . 
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FBGURE 902.1(43) 

TENNESSEE^ 
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Zone 

5A 

6B 

5A 

3B 

7B 

98 

3C 

48 

98 

5A 

48 

78 

38 

58 

48 

5A 

78 

58 

68 

38 

48 

5A 

8 

28 

58 

48 

5A 

48 

38 



Anderson (H) 
Andrews 
Angelina (H) 
Aransas (H) 
Archer 
Armstrong 
Atascosa (H) 
Austin (H) 
Bailey 

Bandera (H) 
Bastrop (H) 
Baylor 
Bee (H) 
Bell (H) 
Bexar (H) 
Blanco (H) 
Borden 
Bosque (H) 
Bowie 

Brazoria (H) 
Brazos (H) 
Brewster (H) 
Briscoe 
Brooks (H) 
Brown (H) 
Burleson (H) 
Burnet (H) 
Caldwell (H) 
Calhoun (H) 



Zope 

68 

28 

68 

9B 

68 

98 

48 

5A 

78 

78 

8 

6B 

58 

68 

78 

4B 



Coonty 

Callahan 

Cameron (H) 

Camp 

Carson 

Cass 

Castro 

Chambers (H) 

Cherokee (H) 

Childress 

Clay 

Cochran 

Coke 

Coleman (H) 

Collin 

Collingsworth 

Colorado (H) 



Zooe 

48 

58 

58 

68 

58 

78 

58 

58 

78 

68 

98 

58 

78 

3C 

98 

68 



Coooty 
Comal (H) 
Comanche (H) 
Concho (H) 
Cooke 
Coryell (H) 
Cottle 
Crane (H) 
Crockett (H) 
Crosby 
Culberson 
Dallam 
Dallas (H) 
Dawson 
De Witt (H) 
Deaf Smith 
Delta 



Zone 

68 

78 

3C 

8 

3C 

68 

68 

5A 

68 

58 

68 

58 

68 

48 

68 

8 

78 

48 

68 

58 

3C 



County 

Denton 

Dickens 

Dimmit (H) 

Donley 

Duval (H) 

Eastland 

Ector 

Edwards (H) 

El Paso 

Ellis (H) 

Erath 

Falls (H) 

Fannin 

Fayette (H) 

Fisher 

Floyd 

Foard 

Fort Bend (H) 

Franklin 

Freestone (H) 

Frio (H) 



Zone 

78 

38 

78 

5A 

68 

38 

48 

98 

68 

68 

48 

48 

8 

8 

58 

98 

78 

48 

48 

68 

98 

68 

58 

98 




era 

03 



Zone2B [23 Zone 5B 

Zone3B ^M Zone 68 

Zone 3C ^^ Zone 78 

Zone 48 MM Zone 8 

ZoneSA EIZ] Zone 98 



Couofty 

Gaines 

Galveston (H) 

Garza 

Gillespie (H) 

Glasscock 

Goliad (H) 

Gonzales (H) 

Gray 

Grayson 

Gregg 

Grimes (H) 

Guadalupe (H) 

Hale 

Hall 

Hamilton (H) 

Hansford 

Hardeman 

Hardin (H) 

Harris (H) 

Harrison 

Hartley 

Haskell 

Hays (H) 

Hemphill 



a. Counties identified with (H) shall be considered "hot and humid climate areas" 
for purposes of the application of Section 502.1.1. 
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Zooe 

58 

28 

58 

8 

58 

68 

5A 

68 

6B 

68 

98 

58 

68 

38 

5A 

68 

48 

28 

3C 

58 

68 

3C 

68 

5A 

28 

78 

5A 

5A 

78 

48 

28 

78 

3C 

68 

8 

58 

48 

4B 

58 

48 

58 

98 

3C 

58 

68 

78 

78 

48 

6B 

68 



Coonliy 
Henderson (H) 
Hidalgo (H) 
Hill (H) 
Hockley 
Hood (H) 
Hopkins 
Houston (H) 
Howard 
Hudspeth 
Hunt 

Hutchinson 
Irion (H) 
Jack 

Jackson (H) 
Jasper (H) 
Jeff Davis 
Jefferson (H) 
Jim Hogg (H) 
Jim Wells (H) 
Johnson (H) 
Jones 
Karnes (H) 
Kaufman 
Kendall (H) 
Kenedy (H) 
Kent 
Kerr (H) 
Kimble (H) 
King 

Kinney (H) 
Kleberg (H) 
Knox 

La Salle (H) 
Lamar 
Lamb 

Lampasas (H) 
Lavaca (H) 
Lee (H) 
Leon (H) 
Liberty (H) 
Limestone (H) 
Lipscomb 
Live Oak (H) 
Llano (H) 
Loving 
Lubbock 
Lynn 

Madison (H) 
Marion 
Martin 



Zooie 

58 

38 

3C 

58 

58 

3C 

48 

58 

68 

4B 

58 

68 

68 

48 

98 

68 

78 

5A 

58 

5A 

68 

38 

98 

98 

48 

68 

5A 

68 

98 

5A 

5A 

98 

5A 

68 

98 

5B 

5A 

68 

68 

38 

98 

48 

68 

58 

58 

5A 

5A 

48 

3C 



Coyo^y 
Mason (H) 
Matagorda (H) 
Maverick (H) 
McCulloch (H) 
McLennan (H) 
McMulten (H) 
Medina (H) 
Menard (H) 
Midland (H) 
Milam (H) 
Mills (H) 
Mitchell 
Montague 
Montgomery (H) 
Moore 
Morris 
Motley 

Nacogdoches (H) 
Navarro (H) 
Newton (H) 
Nolan 
Nueces (H) 
Ochiltree 
Oldham 
Orange (H) 
Palo Pinto 
Panola (H) 
Parker 
Parmer 
Pecos (H) 
Polk (H) 
Potter 
Presidio (H) 
Rains 
Randall 
Reagan (H) 
Real (H) 
Red River 
Reeves 
Refugio (H) 
Roberts 
Robertson (H) 
Rockwall 
Runnels (H) 
Rusk (H) 
Sabine (H) 
San Augustine (H) 
San Jacinto (H) 
San Patricio (H) 
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5A 
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58 

58 

28 

68 

68 

78 

5A 
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58 

68 
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68 

68 

58 

58 

5A 

5A 
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58 

48 

48 
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Scurry 
Shackelford 
Shelby (H) 
Sherman 
Smith (H) 
Somervell (H) 
Starr (H) 
Stephens 
Sterling 
Stonewall 
Sutton (H) 
Swisher 
Tarrant (H) 
Taylor 
Terrell (H) 
Terry 

Throckmorton 
Titus 

Tom Green (H) 
Travis (H) 
Trinity (H) 
Tyler (H) 
Upshur 
Upton (H) 
Uvalde (H) 
Val Verde (H) 
Van Zandt 
Victoria (H) 
Walker (H) 
Waller (H) 
Ward 

Washington (H) 
Webb (H) 
Wharton (H) 
Wheeler 
Wichita 
Wilbarger 
Willacy (H) 
Williamson (H) 
Wilson (H) 
Winkler 
Wise 
Wood 
Yoakum 
Young 
Zapata (H) 
Zavala (H) 
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CHAPTER 1® 



This chapter Usts the standards that are referenced in various sections of this document. The standards are listed herein by the 
promulgating agency of the standard, the standard identification, the effective date and title, and the section or sections of this 
document that reference the standard. The appUcation of the referenced standards shall be as specified in Section 107. 



AAMA 



American Architectural Manufacturers Association 

1827 Walden Office Square 

Suite 104 

Schaumburg, IL 60173-4268 



Standard 
reference 
number 



Title 



Referenced 

in code 

section number 



101/I.S.2— 97 
101/I.S.2/NAFS— 02 



Voluntary Specifications for Aluminum, Vinyl (PVC) and Wood Windows 
and Glass Doors 



Voluntary Performance Specification for Windows, Skylights and Glass Doors. 



. Table 502.1.4.1, 601.3.2.2, 802.3.1 
802.3.1 



Air Movement and Control Association International 

30 West University Drive 

Arlington Heights, IL 60004-1806 



Standard 
reference 
number 



Title 



Referenced 

in code 

section number 



500—89 



Test Methods for Louvers, Dampers, and Shutters 802.3.4 



ANS 



American National Standards Institute 

25 West 43rd Street 

Fourth Floor 

New York, NY 10036 

Referenced 

in code 

Title section number 

Gas Water Heaters, Volume III - Storage Water Heaters with Input Ratings Above 75,000 Btu per Hour, 

Circulating Tank and Instantaneous— with Addenda Z21.10.3a-99 Table 504.2.1, Table 804.2 

Gas-Fired Low-Pressure Steam and Hot Water Boilers Table 803.2.2(5) 

Gas-Fired Central Furnaces— with Addenda Z21.47a-2000 Table 803.2.2(4) 

Gas-Fired Pool Heaters— with Z2l.56a— with Addenda-1999 Table 504.2.1 

Gas Unit Heaters— with Addendum Z83.8a-1997 Table 803.2.2(4) 

Gas-fired Duct Furnaces Table 803.2.2(4) 



Standard 
reference 
number 



Z21.10.3— 98 

Z21. 13—99 
Z21.47— 00 
Z2 1.56—98 
Z83.8— 96 
Z83.9— 96 



ARI 



Air Conditioning and Refrigeration Institute 

4301 North Fairfax Drive 

Suite 200 

Ariington, VA 22203 

Referenced 

in code 

Title section number 

Unitary Air-Conditioning and Air-Source Heat Pump Equipment Table 503.2, 

Table 803.2.2(1), Table 803.2.2(2) 

Standard for Packaged Terminal Air-Conditioning and Heat Pumps 202, Table 803.2.2(3) 

Ground Water-Source Heat Pumps Table 803.3.2(2) 

Commercial and Industrial Unitary Air-Conditioning and Heat Pump 

Equipment Table 803.2.2(1), Table 803.2.2(2) 

Commercial and Industrial Unitary Air-Conditioning Condensing Units Table 803.3.2(1) 

Remote Mechanical-Draft Air-Cooled Refrigerant Condensers Table 803.3.2(6) 

Water Chilling Packages Using the Vapor Compression Cycle Table 803.3.2(2) 



Standard 
reference 
number 



210/240—94 

310/380—93 

325—98 

340/360—2000 

365—94 

460-94 

550/590—98 
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REFERENCED STABSSDARDS 



560—92 
13256-1 (1998) 



ARE — cooftSnuecl 

Absorption Water Chilling and Water Heating Packages Table 803.3.2(2) 

Water-source Heat Pumps - Testing and Rating for Performance - Part 1: Water-to- Air and 

Brine-to- Air Heat Pumps Table 803.2.2(2) 



.SHRAE 



American Society of Heating, Refrigerating and Air-Conditioning Engineers, Inc. 

1791 Tullie Circle, NE 

Atlanta, GA 30329-2305 

Referenced 

in code 

Title section number 

A Method of Determining Air Change Rates in Detached Dwellings 402.2.3.9 

Testing and Rating Pool Heaters Table 804.2 

Water-source Heat Pumps - Testing and Rating for Performance - Part 1 : Water-to- Air and 

Brine-to-Air Heat Pumps Table 803.2.2(2) 

Thermal Environmental Conditions for Human Occupancy 202 

Energy Standard for Buildings Except Low-Rise Residential Buildings 701.1, 801.2, 802.1, 802.2 

ASHRAE HVAC Applications Handbook-1999 504.2.2 

ASHRAE Fundamentals Handbook- 2001 Table 302.1, 402.4.2, 502.2.1.1.2, 

502.2.2,503.3.1,803.2.1 
ASHRAE HVAC Systems and Equipment Handbook-2000 503.3.1, 803.2.1 



Standard 
reference 
number 



136—1993 (RA 2001) 

146-1998 

13256-1 (1998) 

55—1992 
90.1—2001 
ASHRAE— 1999 
ASHRAE— 2001 

ASHRAE— 2000 



American Society of Mechanical Engineers 

Three Park Avenue 

New York, NY 10016-5990 



Standard 
reference 
number 



Title 



Referenced 

in code 

section number 



A112.18.1-2000 
PTC 4.1- 1964 



Plumbing Fixture Fittings. 
Steam Generating Units . . 



504.6.1 

. Table 803.2.2(5) 



ASTM 



ASTM International 

100 Ban- Harbor Drive 

West Conshohocken, PA 19428-2859 

Referenced 

in code 

Tide section number 

Standard Test Method for Steady-State Thermal Performance of Building Assemblies by 

Means of a Guarded Hot Box 602.1.1.1 

Standard Test Method for Steady-State Thermal Transmission Properties by Means of the 

Heat Flow Meter Apparatus Table 503.3.3.3 

Standard Test Method for Thermal Performance of Building Assemblies by Means of a Cahbrated Hot Box 602.1.1.1 

Standard Test Methods for Water Vapor Transmission of Materials 502.1.1, 602.1.7, 

802.1.2 
Test Method for Determining the Rate of Air Leakage Through Exterior Windows, 

Curtain Walls and Doors Under Specified Pressure Differences Across the Specimen 502.1.3, 

Table 502.1.4.1, 802.3.2, 802.3.7 
Standard Test Method for Determining Air Leakage Rate by Fan Pressurization 402.2.3.9 



Standard 
reference 
number 



C 236— 93el 

C 518— 98 

C 976 - 90(1996)96el 
E 96—00 

E 283—99 
E 779—99 



Cooling Technology Instimte 
261 1 FM 1960 West, Suite H-200 
Houston, TX 77068-3730 



Standard 
reference 
number 



Title 



Referenced 

in code 

section number 



STD-201 (1996) 
ATC-105 (1997) 



Certification Standard for Commercial Water Cooling Towers . 
Acceptance Test Code for Water Cooling Towers 



. Table 803.3.2(6) 
. Table 803.3.2(6) 
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REFERENCED STANDARDS 



U.S. Department of Energy 
c/o Superintendent of Documents 
U.S. Government Printing Office 
Washington, DC 20402-9325 

Standard Referenced 

reference in code 

number Title section number 

10 CFR Part 430, Subpart B, 

Appendix E (1998) Uniform Test Method for Measuring the Energy Consumption of 

Water Heaters Table 504.2.1, Table 803.2.2(4), Table 804.2 

10 CFR Part 430, 

Subpart B, Appendix N (1998) Uniform Test Method for Measuring the Energy Consumption of Furnaces and Boilers Table 503.2, Table 803.2.2(5), 

Table 804.2 
10 CFR Part 430, Subpart B, 

Test Procedures (1998) Energy Conservation Program for Consumer Products 202 

ORNL/Sub-86-72143/1-88 Building Foundation Design Handbook Table 502.2, 502.2.1.5, 502.2.3.5 

DOE/EIA— 0376 

(Current Edition) State Energy Prices and Expenditure Report 806.2.3 



[I 



Hydronics Institute, Division of the Gas Appliance Manufacturers Association 

P.O. Box 218 

Berkeley Heights, NJ 07054 



Standard 
reference 
number 



Title 



Referenced 

in code 

section number 



HBS 



I=B=R - Testing and Rating Standard for Heating Boilers, 1989 Ed Table 803.2.2(5) 



International Code Council, Inc. 

5203 Leesburg Pike, Suite 600 

Falls Church, VA 22041-3401 

Referenced 

in code 

Title section number 

International Building Code® 201 .3 

ICC Electrical Code™ 201.3 

International Existing Building CodeT^ 101.2 

International Fire Code® 201.3 

International Fuel Gas Code® 201.3 

International Mechanical Code® 201.3, 202, 503.3.3.4, 503.3.3.4.1, 503.3.3.4.2, 803.2.5, 

803.2.6, 803.2.8.1, 803.2.8.1.1, 803.2.8.1.2, 803.3.4, 803.3.8.1 
International Plumbing Code® 201 .3 



Standard 
reference 
number 



IBC— 03 
ICC EC— 03 
lEBC— 03 
IFC— 03 
IFGC— 03 
IMC— 03 

IPC— 03 



lESNA 



Illuminating Engineering Society of North America 

120 Wall Street, 17th Floor 

New York, NY 10005-4001 



Standard 
reference 
number 



Title 



Referenced 

in code 

section number 



90.1-2001 



Energy Standard for Buildings Except Low-Rise Residential Buildings 701.1, 801.2, 802.1, 802.2 



National Fenestration Rating Council, Inc. 

8484 Georgia Avenue 

Suite 320 

Silver Spring, MD 20910 



Standard 
reference 
number 



Title 



Referenced 

in code 

section number 



100—01 



Procedure for Determining Fenestration Product U-Factors . 



102.5.2,601.3.2, 
601.3.2.1 
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REFERENCED STANDARDS 



200—01 
400-01 



NFRC— continued 
Procedure for Determining Fenestration Product Solar Heat Gain Coefficients and 

Visible Transmittance at Normal Incidence 

Procedure for Determining Fenestration Product Air Leakage 



102.5.2,601.3.2,601.3.2.1 

. Table 502.1.4.1, 601.3.2.2, 802.3.1 



NOAA 



National Oceanic and Atmospheric Administration 

U.S. Department of Commerce 

c/o Superintendent of Documents 

U.S. Government Printing Office 

Washington. DC 20402-9325 



Standard 
reference 
number 



Title 



Referenced 

in code 

section number 



CUM 81-2 



Annual Degree Days To Selected Bases 1961-1990 Normals Table 302.1, 402.2.3.7 



Sheet Metal and Air Conditioning Contractors National Association, Inc. 
d\/f A ^IVT A "^^^1 Lafayette Center Drive 
^iV JL/TlV^I^ £\ Chantilly, VA 20151-1209 



Standard 
reference 
number 



Title 



Referenced 

in code 

section number 



SMACNA— 85 



HVAC Air Duct Leakage Test Manual 402.2.3.8, 803.3.6 



UL 



Underwriters Laboratories Inc. 

333 Pfmgsten Road 

Northbrook, IL 60062-2096 

Referenced 

in code 

Title section number 

Closure Systems for Use with Rigid Air Ducts and Air Connectors 

— with Revisions through December 1998 503.3.3.4.3, 803.2.8 

Closure Systems for Use with Flexible Air Ducts and Air Connectors 

—with Revisions through December 1998 503.3.3.4.3, 803.2.8 

Oil-Fired Central Furnaces — with Revisions through January 1999 Table 803.2.2(4) 

Oil-Fired Unit Heaters— with Revisions through January 1999 Table 803.2.2(4), 



Standard 
reference 
number 



181 A— 98 

18 IB— 95 

727—98 
731—95 



WDMA 



Window and Door Manufacturers Association 
1400 East Touhy Avenue, Suite 470 
DesPlaines,IL 60018 



Standard 
reference 
number 



Title 



Referenced 

in code 

section number 



101/I.S.2— 97 
101/I.S.2/NAFS— 02 



Voluntary Specifications for Aluminum, Vinyl (PVC) and Wood Windows and 

Glass Doors 

Voluntary Performance Specification for Windows, Skylights and Glass Doors. 



. Table 502.1.4.1, 601.3.2.2, 802.3.1 
802.3.1 
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The sections and construction details in Details 502.2.1.5(1) and 502.2.1.5(2), and Tables 502.2.3.1(1), 502.2.3.1(2), 502.2.3.1(3), 
502.2.3.2, 502.2.3.3, 502.2.3.5 and 502.2.3.6 are intended to be representative and not all-inclusive. Adopting agencies are encour- 
aged to add construction details and sections appropriate to their specific areas. Utilization of these tables should be correlated with 
local industry group practices and model code research recommendations. 










As12''MINIMUI 



'>^->»>^»^y^»^: 



For SI: 1 inch = 25.4 mm. 



DETADL 502.2.1.5(1) 
CRAWL SPACE WALL BBSaSULATIiOM— ifsSSTALLATBOM UO. 1 




^^^;^^^^- 






m 



/. 






4 



For SI; 1 inch = 25.4 mm. 



DETAiL 502.2.1 .5(2) 
CIRAWL SPACE WALL if^SULATIIOl^— Di^STALLATDOINS MO. 2 
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APPENDIX 



TABLE 502.2.3.1(11) 

WALL ASSEMBLBES 

(i?,v selected shall not exceed the U^ determined by SectBon 502.2.3.1 for any waSl section) 



WALL DETAILS^ 


TYPE AND 

SPACDNG OF 

FRAiVlING 

(nominal) 


/?-VALUE OF 

CAVITY 
INSULATION 


R-VALUE OF 
SHEATHING 


uj' 


Typical schedules: 


Typical interior finish — 

1 . Gypsum wallboard; 

2. Lath and plaster; or 

3. Vg" minimum wood paneling 


Typical exterior finish — 

1. Stucco; 

2. Wood or plywood siding; or 

3. Brick veneer 


WOOD STUD CONSTRUCTION 


4" Studs 
@ 16" o.c. 


11 


noninsulating 


0.085 


13 


noninsulating 


0.076 


13 


3 


0.064 


13 


5 


0.056 


13 


7 


0.051 


15 


noninsulating 


0.070 






jT 

-. EXTERIOR FINISH 


15 


3 


0.059 


15 


5 


0.053 


IN 1 LRIOR rINIol 1 
INSULATION 




15 


7 


0.048 


6" Studs 
@ 16" o.c. 


19 


noninsulating 


0.058 






' SrlEATHING 


19 


3 


0.050 


19 


5 


0.046 




19 


7 


0.041 


21 


noninsulating 


0.052 


21 


3 


0.046 


21 


5 


0.042 


21 


7 


0.038 


6" Studs 
@ 24" o.c. 


21 


noninsulating 


0.050 


S lEEL STUD CONSTRUCTION 


4" Studs 
@ 16" o.c. 


11 


noninsulating 


0.14 






EXTERIOR FINISH 


13 


noninsulating 


0.13 


6" Studs 
@ 16" o.c. 


19 


noninsulating 


0.11 


INTERIOR FINIbrl 


q|_|pAXHIM(^ 


4" Studs 
@ 24" o.c. 


11 


noninsulating 


0.12 


13 


noninsulating 


0.11 


INoULAI lUN 






6" Studs 
@ 24" o.c. 


19 


noninsulating 


0.10 



For SI: 1 inch = 25.4 mm. 

a. Details shown are for insulation and are not complete construction details. 

b. U^ calculated based on the ASHRAE Fundamentals Handbook 2001. 
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APPEBSiDDX 



TABLE 502.2.3.1] (2) 

WALL ASSEIMBLDES 

{Uy^, setecHed shall mioll ejcceed the U^ delterinniinedl by SectioirD 502.2.3.1 tor any waDD secttBon) 



WALL DETAiLS* | /?-VALUE OR TYPE 


U^AND R^fOR WALL THICKNESS LBSTED^ 


PLAIM CONCRETE SyjASONRY BLOCK CONSTRUCTOON 




6" 


8" 


10" 


12" 


Plain block wythe 


No insulation, no interior finish 




0.37 
2.70 


0.33 
3.03 


0.31 
3.23 


0.30 

3.33 


Loose fill in cores, no interior finish 


Ro 


0.18 
5.56 


0.13 
7.69 


0.11 
9.09 


0.09 
11.11 


Interior finish: V2" gypsum 
board on furring strips 


No insulation, interior finish 




0.24 
4.17 


0.23 
4.35 


0.22 
4.55 


0.21 
4.76 


No insulation, foil-backed gypsum board interior finish 


Ro 


0.18 
5.56 


0.17 
5.88 


0.16 
6.25 


0.16 
6.25 


Cavity insulation and interior 
finish: V/ gypsum board on 
furring strips 


1" extruded polystyrene, interior finish 


Ro 


0.13 
7.69 


0.13 
7.69 


0.12 

8.33 


0.12 
8.33 


2" expanded polystyrene, interior finish 


Ro 


0.09 
11.11 


0.09 
11.11 


0.09 
11.11 


0.09 
11.11 


2" extruded polystyrene, interior finish 


Ro 


0.08 
12.50 


0.08 
12.50 


0.08 
12.50 


0.08 
12.50 


2" polyisocyanurate, interior finish 


Ro 


0.06 
16.67 


0.06 
16.67 


0.06 
16.67 


0.06 
16.67 


Interior finish: V2" gypsum 
board over fibrous batt or loose 
fill between studs out from wall 


R-1 1, 2 X 3 studs, interior finish 


Ro 


0.07 
14.29 


0.07 
14.29 


0.07 
14.29 


0.07 
14.29 


R- 13, 2 X 3 studs, interior finish 


Ro 


0.06 
16.67 


0.06 
16.67 


0.06 
16.67 


0.06 
16.67 


R-19, 2x4 studs, interior finish 


Ro 


0.05 
20.00 


0.05 
20.00 


0.05 
20.00 


0.05 
20.00 


(VJULTl-WYTHE WALLS 


U^mU R^ FOR WALL THICKNESS LISTED''''^''^'^ 




8" 


10" 


12" 


14" 


Plain block and clay wythes 


No insulation, 
no interior finish 


Ro 


0.32 
3.13 


0.26 

3.85 


0.24 
4.17 


0.22 
4.55 


Loose fill in cavity, 
no interior finish 


Ro 


NA 
NA 


0.12 
8.33 


0.12 
8.33 


0.11 
9.09 


Cavity insulation and interior 
finish: ^l{ gypsum board on 
furring strips 


Loose fill, 
interior finish 


Ro 


0.11 
9.03 


0.10 
10.00 


0.10 
10.00 


0.10 
10.00 


Loose fill foil-backed gypsum board, 
interior finish 


Ro 


0.10 
10.00 


0.09 
11.11 


0.09 
11.11 


0.09 
11.11 


1" expanded polystyrene in cavity, 
interior finish 


Ro 


NA 
NA 


0.13 
7.69 


0.12 
8.33 


0.12 

8.33 


2" expanded polystyrene in cavity, 
interior finish 


Ro 


NA 
NA 


0.08 
12.50 


0.08 
12.50 


0.08 
12.50 


1" extruded polystyrene in cavity, 
interior finish 


Ro 


NA 
NA 


0.11 
9.09 


0.11 
9.09 


0.11 
9.09 


2" extruded polystyrene in cavity, 
interior finish 


Ro 


NA 
NA 


0.07 
14.29 


0.07 
14.29 


0.07 
14.29 


1" polyisocyanurate in cavity, 
interior finish 


Ro 


NA 
NA 


0.08 
12.50 


0.08 
12.50 


0.08 
12.50 


2" polyisocyanurate in cavity, 
interior finish 


Ro 


NA 
NA 


0.05 
20.00 


0.05 
20.00 


0.05 
20.00 


r'expanded polystyrene in cavity foil-backed gypsum board, 
interior finish 


Ro 


NA 
NA 


0.09 
11.11 


0.09 
11.11 


0.09 
11.11 


1" extruded polystyrene in cavity foil-backed gypsum board, 
interior finish 


Ro 


NA 
NA 


0.08 
12.50 


0.08 
12.50 


0.08 
12.50 



For SI: 1 inch = 25.4 mm, 1 pound per cubic foot = 0.1572 kg/m^. 

a. The U^ values are for blocks made with concrete having a density of 80 pounds per cubic foot; for other densities, the U^ must be calculated based on the /?- values 
provided in NCMA TEK 6-1 A or the ASHRAE Fundamentals Handbook 2001. 

b. 8" composite wall: 4" dense outer wythe and hollow-unit inner wythe. 

c. 10" cavity wall: 4" dense outer wythe, 2" air space and 4" hollow-unit inner wythe. 

d. 12" cavity wall: 4" dense outer wythe, 2" air space and 6" hollow-unit inner wythe. 

e. 14" cavity wall: 4" dense outer wythe, 2" air space and 8" hollow -unit inner wythe. 

f. Refer to drawings in Tables 502.2.3.1(1) and 502.2.3.1(3). 
NA = Not Applicable. 
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TABLE 502.2.3.1(3) 

WALL ASSEMBLIES 

(£/yy selected shall not exceed the U^ determined by Section 502.2.3.1 for any wall section) 



WALL DETAILS^ 



Interior finish V4" gypsum board applied on furring strips 



ff-VALUE OF INSULATION 



BRICK MASONRY CONSTRUCTION WITH LOOSE FILL 



Solid grout in space 




2" space with loose fill 
R-4 



4" space with loose fill 
R-8 



0.38 



0.16 



0.10 



2.63 



6.25 



10.00 



BRICK MASONRY CONSTRUCTION WITH INSULATION 



-INTERIOR FINISH 



11 



0.12 



0.09 



0.07 



8.33 



11.11 



14.29 



NORMAL- WEIGHT CONCRETE CONSTRUCTION 



NORMAL WEIGHT 
CONCRETE 



INTERIOR FINISH 



INSULATION 



11 



0.18 



0.13 



0.12 



0.08 



5.56 



7.69 



8.33 



12.50 



LIGHTWEIGHT CONCRETE CONSTRUCTION 



LIGHTWEIGHT " 
CONCRETE 



INTERIOR FINISH 



INSULATION 



11 



0.17 



0.12 



0.11 



0.08 



5.88 



8.33 



9.09 



12.50 



INSULATING CONCRETE FORM SYSTEM (ICF)'= 



12 



15 



EXTERIOR FINISH 



INSULATION 



;4^.t=L 



CONCRETE 
INTERIOR FINISH 
INSULATION^ 



16 



17 



20 



22 



0.07 



0.06 



0.06 



0.05 



0.05 



0.04 



13.55 



16.55 



17.55 



18.55 



21.55 



23.55 



For SI: 1 inch = 25.4 mm. 

a. The R~\a\ue listed is the sum of the values for the exterior and interior insulation layers. 

b. The manufacturer shall be consulted for the Uy^, and R^ values if the insulated concrete form system (ICF) uses metal form ties to connect the interior and exterior 
insulation layers. 

c. These values shall be permitted to be used for concrete masonry wall assemblies with exterior and interior insulation layers. 

d. Details shown are for insulation and are not complete construction details. 
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TABLE 502.2.3.2 

ROOF/CEIUIMG ASSEMBLIES 

(£/rS<sB@cted shalD oot @icceed Ih® vaBue specafsecS m Secten 502.2.3.2) 



ROOF DETAILS^' ''■'= 


H-VALUE OF 
INSULATSOSS!*^ 


U, 


^0 


Typical interior finish — 

1. Gypsum wallboard; or 

2. Lath & plaster 


^^^j:^^^^ ^^^'''- CEILING JOIST 


19 


0.050 


20.00 


22 


0.040 


25.00 




>- 


5 


30 


0.030 


33.33 






38 


0.025 


40.00 


AIR SPACE AND 


-^ y BUILT-UP ROOF 


19 


0.050 


20.00 


VENTILATION DESIRABLE 




22 


0.040 


25.00 




-\ 


Ux....^ 


?dW 




^ 


mmmm 


30 


0.030 


33.33 






/^ / ^ INTERIOR FINISH 




CEILING JOIST OR RAFTERS ^ 


38 


0.025 


40.00 


CATHEDRAL-TYPE CEILING 


Wood decking 




\^^ 


9 


0.080 


12.50 




RIGID INSULATION >. ^^t^^^^^nJ'"'''^ \ 


Plywood 




WOOD OR PLYWOOD SHEATHING 


10 


0.080 


12.50 


19 


0.050 


20.00 




\ 


-^v 


-BEA 


^ 


30 


0.030 


33.33 



a. Details shown are for insulation and are not complete construction details. 

b. Skylights not exceeding one percent of the roof are permitted. 

c. Insulation installed between joints. 



TABLE 502.2.3.3 

FLOOR ASSEyBLBES 

(C^^seBected shsiBD ooit e^cceed lilhie U^ specified m Section 502.2.3.3) 



FLOOR DETABLS^ 


W-VALUE OF 
BNSULATaOBM 


u, 


^o 


_^ r" 




No insulation 


0.32 


3.13 


i 




— 11 II 


7 


7 


0.11 


9.09 


JOIST 






11 


0.08 


12.50 










^k 




19 


0.05 


20.00 







a. Details shown are for insulation and are not complete construction details. 
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TABLE 502.2.3.5 

CRAWL SPACE FOUNOATIION WALL ASSEiVSBLIES 

(0-factor seBected shall not exceed the Wactor determmed by Section 502.2.3.5) 



WALL DETAILS^ 



R-VALUE OF INSULATION 



tAFACTOR 



WOOD FOUNDATION 




m 



11 



13 



19 



0.10 



0.09 



0.06 



CONCRETE/MASONRY FOUNDATION— INTERIOR INSULATION 



^y^y^^^: 



m^ 



10 



11 



13 



19 



0.15 



0.08 



0.08 



0.07 



0.05 



CONCRETE/MASONRY FOUNDATION— EXTERIOR INSULATION 



v:^55^i 



i#i 



')< 



10 



15 



0.20 



0.15 



0.08 



0.06 



INSULATING CONCRETE FORM SYSTEM (ICF)^' '^ ^ 




12 



15 



16 



17 



20 



22 



0.08 



0.06 



0.06 



0.06 



0.05 



0.04 



a. Details shown are for insulation and are not complete construction details. 

b. The /?-value listed is the sum of the values for the exterior and interior insulation layers. 

c. The manufacturer shall be consulted for the (/-factor if the insulated concrete form system (ICF) uses metal form ties to connect the interior and exterior insulation 
layers. 

d. These values shall be permitted to be used for concrete masonry wall assemblies with exterior and interior insulation layers. 
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TABLE 502.2.3.6 

BASEMEESIT FOUisaOATDOM WALL ASSEMBUES 

(OTactor seDected shaDD oo^ ejjceed the 0-factoir deftermiined by Section 502.2.3.6) 



APPEMODX 



WALL DETAJLS^ 



R-VALUE OF JWSULATIOW 



iAFACTOR 



WOOD FOUNDATION 




11 



13 



19 



0.08 



0.08 



0.06 



CONCRETE/MASONRY FOUNDATION— INTERIOR INSULATION 



^z^>y^. 



t^^<^'~^ 



i 



6.5 



10 



11 



19 



0.15 



0.12 



0.08 



0.08 



0.06 



CONCRETE/MASONRY FOUNDATION— EXTERIOR INSULATION 



^1 



10 



15 



0.20 



0.15 



0.09 



0.06 



INSULATING CONCRETE FORM SYSTEM (ICF) 



b,c,d 



5^^^5^Si|i 



\>\V>wa\ 



12 



15 



16 



17 



20 



22 



0.07 



0.06 



0.06 



0.05 



0.05 



0.04 



a. Details shown are for insulation and are not complete construction details. 

b. The /?- value listed is the sum of the values for the exterior and interior insulation layers. 

c. The manufacturer shall be consulted for the f7-factor if the insulated concrete form system (ICF) uses metal form ties to connect the interior and exterior insulation 
layers. 

d. These values shall be permitted to be used for concrete masonry wall assemblies with exterior and interior insulation layers. 
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APPENDIX REFERENCED STANDARDS 

ASHRAE-2001 ASHRAE Fundamentals Handbook Tables 502.2.3.1(1) and502.2.3. 1(2) 

NCMATEK6-1A R-ValuesofMulti-Wythe Concrete Masonry Walls Table 502.2.3. 1(2) 
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A 



EMFORCEIfli 



Defined 202 

Requirements 101.2.2.2, 502.2.5 



. o . _ _ Chapter 1 
803.2.6, 803.3.3.5 



Defined 202 

Requirements 402.1.3.10 

LEAKAGE ........... 502.1 .4, 601 .3.2.2, 802.3 

SYSTEii iALANClWG. ..... 503.3.3.7, 803.3.8.1 

m TRANSPORT FAOTOB 

Defined 202 

Requirements 503.3.3.6 

MME MATERIALS 103 

JNUAL FUEL UTILIZATION EFFDCBENCY 

Defined 202 

^PROVED 
Defined 202 

rosyjATic 

Defined 202 

BALANCING 503.3.3.7, 803.3.8 

BALLASTS 805.3 

BASEMENT WALLS 

Defined 202 

Requirements 402.2.3.10, Table 502.2, 

Figure 502.2(6), 502.2.1.6, 502.2.3.6, 
Tables 502.2.4(1-9), 502.2.4.9, Table 602.1, 
602.1.5, 802.1.1.2. Tables 802.2(1-37), 802.2.8 
BELOW=GRADE WALLS (see BASEMENT WALLS) 

B1=LEVEL SWITCHBNO 805.2.2.1 

BOILERS ....... Table 503.2, Table 803.2.2(5), 804.2 

BUILDING ENVELOPE 

Compliance documentation 104, 402.5, 806.5 

Defined 202 

Requirements 402, 502, 602, 802 

System performance criteria 402.2.1, 402.2.3.3, 

806.4 
System performance method 402, 806 



CLIMATE I0NES .................... Table 302.1 

By state Figures 902.1(1-51) 

Envelope requirements Tables 802.2(1-37) 

C0EFF8CSENT ©F PERFORMANCE (COP) 

Defined 202 

COIiBOMED SER¥8CE WATER HEATWG AMD SPACE 
504.2.2 



COMMERCIAL BUILDINGS 

Compliance 101.3.2 

Defined 202 

Design by acceptable practice Chapter 8 

Design by referenced standard Chapter 7 

Design by total building performance 806 

COMMISSIONING OF H¥AC 

SYSTEMS 503.3.3.7, 803.3.8 

Manuals 803.3.8.3 

CE AND ENFORCEMENT 101.4 



202 



WDITiONED FLOOB AREA 
Defined 



Defined 202 

3)NSERVAT!©N OF WATER 504.6 

3NTR0LS 

Capabilities 503.3.2.2, 803.3.3 

Economizers 803.2.6, 803.3.3.5 

Heat pump 803.3.3.1 .1 

Heating and cooling 402.2.3.4, 

Table 402.2.3.4, 803.3.3 

Humidity 503.3.2.4, 803.2.3.3 

Hydronic systems 803.2.4, 803.3.3.7 

Lighting 805.2 

Off hour 803.3.3.3 

Service water heating. . . 504.3, 504.4, 804.2, 804.6 

Shutoff dampers 803.2.7, 803.3.4 

Temperature 503.3.2.1, 803.2.3.1 

Variable air volume systems .... 803.3.3.6, 803.3.4 
Ventilation 803.2.5, 803.3.5 

30LINQ WSTG^ OUTDOOR AIR . . 803.2.6, 803.3.3.5 

mWL SPACE WALLS 

Defined 202 

Requirements 502.1.5, 502.2, Table 502.2, 

Figure 502.2(5), 502.2.3.5, 

Tables 502.2.4(1-9), 502.2.4.12, 

Table 602.1, 602.1.7 



mULWNG AND WEATHERSTRIFPDNG . . . 502.1.4.2, 

602.1.10,802.3.2 

SIRCULATDNG PUMPS 504.4. 804.6 

^IRCyLATBNG SYSTEMS 504.3, 504.4, 

504.7, 804.4 
CLIMATE DATA 302 



202, 503.3.2.2, 803.3.3.2 

S Chapter 2 

EGREE DAY COOLING 

Defined 202 

iGREE DAY SEATING 

Defined 202 
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aiNfOEX 



DESIGN CONDITIONS Chapter 3 

DETAILS Appendix 

DUAL DUCT VAV 803.3.4.2 

DUCTS 

Defined 202 

Insulation 503.3.3.3, 803.2.8 

Sealing 503.3.3.4, 803.2.8, 803.3.6, 805.1, 

DWELLING UNIT 

Defined 202 

ECONOMIZER 

Air 803.2.6, 803.3.3.5 

Defined 202 

Requirements 803.2.6, 803.3.4.3, 803.3.3.5 

Water 803.3.3.5 

ELECTRICAL POWER AND LIGHTING 505, 805 

ENERGY ANALYSIS, ANNUAL ' 

Defined 202 

Documentation 402.6, 806.5 

Requirements 402.1 , 806 

ENERGY EFFICIENCY RATIO (EER) 

Defined 202 

ENVELOPE, BUILDING 

Defined 202 

ENVELOPE DESIGN 

PROCEDURES 502.2.1, 502.2.2, 

502.2.3, 502.2.4, 602, 802 

EQUIPMENT EFFfCiENCIES 503.2, 504.2, 603, 803.2, 
803.3.2, 804.2, 806.3.1, 806.4.1 

EQUIPMENT PERFORMANCE REQUIREMENTS 

Boilers Table 803.2.2(5) 

Chillers, nonstandard Tables 803.3.2(1-2) 

Condensing units Table 803.3.2(1) 

Economizer exception Table 803.2.6 

General, residential Table 503.2 

Heat rejection equipment Table 803.3.2(6) 

Packaged terminal air conditioners 

and heat pump Table 803.2.2(3) 

Unitary air conditioners and 

condensing units Table 803.2.2(1) 

Unitary and applied heat pumps. . . Table 803.2.2(2) 
Warm air duct furnaces and 

unit heaters Table 803.2.2(4) 

Warm air furnaces Table 803.2.2(4) 

Warm air furnaces/air-conditioning 

units Table 803.2.2(4) 

Water chilling packages, 

standard Table 803.3.2(2) 

Water heating 504.2, Table 504.2.1, 804.2 

EXEMPT BUILDINGS 101.2.1 

EXISTING BUILDINGS 101 .2.2 

EXTERIOR LIGHTING 805.5 

EXTERIOR SHADING 402.1.3.1.3, 802.2.3 



EXTERIOR WALLS 

Defined 202 

Thermal performance 402.2.1.1, 502, 802 

F 

FENESTRATION 102.5, 402.2.1.2, 601.3.2 

Defined 202 

Rating and labeling 102.5, 601.3.2 

=URNACE EFFBCIENCY Table 503.2, 

Table 803.2.2(4) 
Defined 202 



lUESTROOSiS ....................... 805.2.2.1 

ILAZING AREA 

Defined 202 

Requirements 402.2.1.3, 502.2, 502.2.1, 

502.2.2, 502.2.3, 502.2.4, 502.2.5 



Defined 202 

Requirements 502.2.1 .1 .2, 

Tables 502.2.1.1.2(1-3), 502.2.4.17, 
Tables 502.2.4.17(1-2) 

AT PUMP Table 503.2, Tables 803.2.2(2-3) 

Defined 202 

AT TRAPS 504.7, 804.4 

Defined 202 

ATING AND COOLING CRITERIA .... Table 502.2 

ATING AMD C0OLSNG 

.OADS 402.4.1, 402.5.6, 503.3.1, 

803.2.1,803.3.1 

)T WATER 504.4, 804.2 

Annual energy performance 402.2.3.6, 402.4 

Piping insulation 504.5, 804.5 

System controls 504.3, 504.4, 804.2, 804.6 



HE 
HE 



Defined 202 

Requirements 503.3.2.4, 803.2.3.2, 803.3.3.1 

HYDRONIC SYSTEM BALAMCING 803.3.8.2 



IDEWTBFBCATION (MATERIALS, EQUIPMENT 
AND SYSTEM) 102.1 

INDIRECTLY CONOmONED SPACE 
(see CONDITSONED SPACE) 



LEAECAGE 402.2.3.9, 502.1 .4, 802.3 

Defined 202 

INSFECTBONS 105 
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Identification 102.5 

Installation 102.4, 601.3.1 

BNSULATIMG SHEATHIMG 

Defined 202 

Requirements 502.2.4.1, 502.2.4.16 

INTEGRATED PhWf LOAD VALUE 

Defined 202 

BNTEIRIOR LIGHTING POWER 805.5 

L 

LABELED 

Defined 202 

Requirements 102.3, 102.5.2, 601.3.2, 601.3.3 

UGHTIMO POWER 

Design procedures 805.5.2 

Exterior connected 805.6, 806.2.8 

Interior connected . . . 805.5, Table 805.5.2, 806.4.7 
iVianufacturer's information 102.3, 601.3.3 

LIGHTING SYSTEiiS 505, 605, 805 

Controls, additional 805.2.2 

Controls, exterior 805.2.3 

Controls, interior 805.2.1 

Decorative Table 805.5.2 

For visual display terminals Table 805.5.2 

Guestrooms 805.2.2.3 

Line voltage 805.5.1 .4 

iVierchandlse Table 805.5.2 

Plug-in busway 805.5.1 .4 

Track 805.5.1.4 

LISTED 

Defined 202 

LOW°¥OLTAGE LIGHTING 

Defined 202 

Requirements 805.4.1 .2 

LUlilNAIRE 

Defined 202 

M 
MANUALS 803.3.8.3 

iVflATERDALS AND EQUIPMENT 102, 601.3 

MECHANICAL SYSTEMS AMD 

EQUIPMENT 503, 603.3, 803 

MECHAMDCAL VENTDLATION 503.3.3.5, 803.5 

Defined 202 

MOISTURE CONTROL 502.1.1, 802.1.2 

MULTBFAMBLY DWELLBNG 

Defined 202 

MULTIPLE SBNGLE-FAMDLY DWELLING 
(TOWNHOUSE) 

Defined 202 

ZONE SYSTEMS 803.3.4 



804.4 



lONDEPLETABLE/RENEWABLE ENERGY 



Defined 202 

Requirements 806.2.4 



Defined 202 

Requirements 101.2.2.4, 101.2.3 

OCCUPANCY SENSORS 805.2.1.1 

OFF-HOUR, CONTROLS 803.3.3.3 

OPAQUE AREAS 

Defined 202 

ORIENTATION 402.2.2.1, 402.2.3.1.1, 402.5.3 

OVERHANG, PROJECTBON FACTOR 802.2.3 

OZONE DEPLETBOM FACTOR 

Defined 202 

P 

PACKAGED TERMINAL AIR CONDITIONER (PTAC) 

Defined 202 

Requirements Table 803.2.2(3) 

PACKAGED TERMINAL HEAT PUMP 

Defined 202 

Requirements Table 803.2.2(3) 

PARALLEL PATH CORRECTION 
FACTORS 502.1.1.1, Table 502.2.1.1.1 

PHOTOCELL 805.2.2 

PIPE DNSULATION 503.3.3.1, 503.3.3.2, 

504.5, 803.2.9, 803.3.7, 804.5 

PLANS AND SPEC[IF1CATI10NS104 

POOL COVERS 504.3.2 

PROJECTION FACTOR 802.2.3 

PROPOSED DESIGN 

Defined 202 

Requirements 402, 502.2.2, 806 

PUMPING SYSTEMS 504.3, 504.4, 

803.3.3.7.1,803.3.8.2 



e-VALUE (sea THERMAL RESISTANCE) 

RECOOLING 803.3.4 

REFERENCED STANDARDS 107, Chapter 10 

REHEATING 803.3.4 

RENEWAiLE/NONDEPLETABLE ENERGY 

SOURCES 806.2.4 

Defined 202 
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REPAIR 

Requirements 101.2.2.2 

Defined 202 



RESET CONTROL 



803.3.3.7.4 



RESIDENTIAL BUILDINGS 

Compliance 1 01 .4.1 

Defined 202 

Design by component performance Ciiapter 5 

Design by system analysis and 

renewable sources Chapter 4 

Design using simplified prescriptive 

requirements Chapter 6 

ROOF ASSEMBLY 

Defined 202 

Requirements Figure 502.2(2), 502.2.1.2, 

502.2.3.2, Tables 502.2.4(1-9), 
502.2.4.7, Table 602.1, 602.1.2 

s 

SCOPE 101.2 

SCREW LAMP HOLDERS 

Defined 202 

Requirements 805.5.1 .1 

SEASONAL ENERGY EFFICIENCY RATIO 

Defined 202 

SERVICE WATER HEATING 

Defined 202 

Requirements 504, 604, 804, 806.2.8, 806.3.1 

SHADING ...... 402.2.3.1.2, 402.2.3.1.3, 402.2.3.1.4 

Projection factor 802.2.3 

SHOWER HEADS 504.6.1 

SHUTOFF DAMPERS 503.3.3.5, 803.3.3.4 

SIMULATION TOOL 

Defined 202 

Requirements 402.4.7, 806.2.1 

SINGLE ZONE 503.1, 803.2 

SIZING 

Equipment and system 803.2.1, 803.3.1.1 

SKYLIGHTS 402.2.1.4, 502.2.1.22.1, 

602.4, 502.2.5 

Defined 202 

Maximum exempt area 502.2.4.4, 802.2.5 

SLAB-EDGE INSULATION 102.4.1, 

Figure 502.2(3), 502.2.1.4, 502.2.3.4, 

Tables 502.2.4(1-9), 502.2.4.10, 502.2.4.11, 

Table 602.1, 602.1.6, Tables 802.2(1-37), 802.2.7 

SOLAR HEAT GAIN COEFFICIENT (SHGC). . . 102.5.2 

STANDARD DESIGN 

Defined 202 

STANDARDS, REFERENCED 107, Chapter 10 

STEEL FRAMING 502.2.1.1.1, 502.2.1.2, 

502.2.1.3, 502.2.3.1, 502.2.3.2, 502.2.3.3, 

502.2.4.16, Tables 502.2.4.16(1-2), 502.2.4.18, 

Tables 502.2.4.18(1-2), 502.2.4.19, Table 502.2.4.19 



STANDARD TRUSS 502.2.4.5, 602.1 .2 

Defined 202 

SUNROOM ADDITION 502.2.2.5 

Defined 202 

SWIMMING POOLS 504.3 

SYSTEMS ANALYSIS 402, 806 

T 

TANDEM WIRING 805.3 

TERMITE 

INFESTATION Table 502.2, Figure 502.2(7) 

THERMAL ISOLATION ....... 502.2.5, Table 502.2.5 

Defined 202 

THERMAL 

MASS 502.2.1.1.2, Tables 502.2.1.1.2(1-3), 

502.2.4.17, Tables 502.2.4.17(1-2) 
THERMAL RESISTANCE (R) 

Defined 202 

THERMAL TRANSMITTANCE (U) 

Defined 202 

TOTAL BUILDING PERFORMANCE 

Commercial 806 

Residential 402 

TOWNHOUSE (see MULTIPLE SINGLE-FAMILY 

DWELLING) 
TYPE A-1 AND A-2 RESIDENTIAL BUILDINGS 
(see RESIDENTIAL BUILDINGS) 



U-fACTOR (see THERMAL TRANSMITTANCE) 



VAPOR RETARDER 502.1.1, 802.1.2 

VARIABLE AIR VOLUME 

SYSTEMS (VAV) 803.3.3.6, 803.3.4 

VENTILATION 503.3.3.5, 803.2.5, 803.3.5 

Defined 202 

W 

WALLS (see EXTERIOR WALLS AND ENVELOPE, 

BUILDING) 
WALLS ADJACENT TO UNCONDITIONED 

SPACE 802.1.1.3, Tables 802.2(1-37), 802.2.9 

WATER CONSERVATION 504.6 

WATER ECONOMIZER 803.3.3.5 

WATER HEATING 504, 604, 804, 806.2.8, 806.3.1 

WINDOW AREA (see GLAZING AREA) 
WINDOW PROJECTION FACTOR 

Defined 202 

Requirements 802.2.3 

WINDOW-TO-WALL RATIO 

(see GLAZING AREA) 
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JEM 805.3 



ME 

Defined 202 

Requirements Table 402.2.3.4, 503.3.2.1, 

803.3.3, 803.3.4 

ME ISOLATION 803.3.4 
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EDITORIAL CMANGES - THIIRD FEINTING 

Page 16, 402.4.1: Last line now reads . . . of effect of factors specified in Section 402.5. 

Page 17, 502.1.3: Item 3, line 5 now reads . . . tested at 1.57 pounds per square foot (psf) (75 Pa) 

Page 18, Table 502.2: Columns 3 and 4 now read . . . DETACHED ONE- AND TWO-FAMILY DWELLINGS and 
GROUP R-2, R-4 OR TOWNHOUSES respectively. 

Page 47, Table 602.1.1.1(1): Column 2, Zone 15 now reads . . . 7,000 - 8,499 

Page 58, 802.3.2: Line 5 now reads . . . square foot (psf) (75 Pa) 

Page 59, 802.3.7: Item 3, line 5 now reads ... be tested at 1.57 psf (75 Pa) 
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ERRATA TO THE 
2003 INTERNATIONAL ENERGY CONSERVATION CODE 

Errata to the Second Printing, April 2003 
(Updated Novembers, 2003) 

402.4.1 : Last line now reads ... of effect of factors specified in Section 402.5. 

502.1.3: Item 3, line 5 now reads . . . tested at 1 .57 pounds per square foot (psf) (75 Pa) 

Table 502.2: Columns 3 and 4 now read . . . DETACHED ONE- AND TWO-FAMILY DWELLINGS 
and GROUP R-2, R-4 OR TOWNHOUSES respectively. 

Table 602.1.1.1(1): Column 2, Zone 15 now reads . . . 7,000 - 8,499 

802.3.2: Line 5 now reads . . . square foot (psf) (75 Pa) 

802.3.7: Item 3, line 5 now reads ... be tested at 1 .57 psf (75 Pa) 



